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, Solar 
jJinkKo 


Building Your Trust in Solar 


Like the butterfly effect, where a small change at one place 
can result in large differences in another state, we can save 
the planet one Jinko solar system at a time. 

Find out more at: www.jinkosolar.com 
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/ Battery Charging Systems / Welding Technology / Solar Electronics 


/ As an industry-leading producer of solar inverters, the service we provide to our world- 

wide customers and clients adheres to the very highest standards. How do we do this? 

Through our unique Fronius Service Program and our world-class technical support SMIETING THE LIMITS 
network. Offering on-site PC board replacements allows us to guarantee unparalleled 

service response rates — through our exclusive Fronius Authorized Service Providers. 

Our vision: to fully utilize renewable energy to foster self-sufficiency in energy in an 

economically viable way. Want to know more? Visit www.fronius-usa.com 
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OMISE THE HIGHEST 
LEVEL OF SERVICE AND support. 


ANOTHER STEP AHEAD 


Customers today are increasingly demanding sustainable green products. A recent 
study by ECN shows that REC modules have an industry leading carbon footprint 
(21g of CO2 per kWh). By continuously innovating throughout the solar value chain, 
REC is working to deliver more sustainable solar products. 


To learn more about our light carbon footprint eS R (- C 
visit recgroup.com <A 
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im Plugged 
into AEE Solar 7 


“AEE Solar consistently delivers quality 
products; on time at competitive 
prices. Snap n Rack and REC Modules 
are the best of the best. AEE sales 
representatives.are professional, 
responsive, and courteous. Together 
we win!” 


YVONNE KENDRICK 
Axium Solar 
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Ss REC Get Tested Products from 


a Leading Distributor 


When you buy from AEE Solar, you 

can be confident you are getting the 
best products the industry has to offer. 
With 30 years of solar experience, we 
know which products deliver the best 
value for your money. 


Plug Your Business into 
30 Years of Solar Expertise 


AEE 


The Only Wholesale 


4 Distributor You'll Ever Need 


800-777-6609 


www.aeesolar.com 
ee sales@aeesolar.com 


Power-one- AURORA 


Renewable Energy Solutions 


At. RPOWé@igZ UT GaIGEenaaa 
IN SO vow Can too. 


Enjoy the maximum returns from your investment. 


You can choose from our wide range of popular 
Aurora® products from small residential string 
inverters to large commercial central inverters, 
including the Aurora® 5000/6000kW UNO-single 
phase, 10.0/12.0kW TRIO-three phase and 
250/300kW PLUS Central inverters. 


JOIN THE 
REVOLUTION. 


Zep Groove Detail 


CanadianSolar SOLAR DEPOT DC Power’ 
Systems 


UP TO 5 TIMES FASTER TO INSTALL 
WITH 100% LESS RAIL. 


Canadian Solar NewEdge 
CS5A-MX and CS6P-PX modules with 
Zep Compatible frames revolutionize 
solar installation. These solar modules 
are rated among the top for PTC 
efficiency and are interoperable with 
the Zep System, enabling ultra-rapid, 
rail-free, auto-grounding installation 
and the industry's most reliable 
grounding system. 


WHY IS IT REVOLUTIONARY? 


Reduces installation time 
dramatically cutting installation 
costs 


Ultra-low parts count reduces 
complexity 


New standard for safety with hyper- 
bonded grounding matrix 


Auto-leveling and auto-alignment 
Aesthetically pleasing appearance 


Theft resistant 


DC Power Systems & Solar Depot 

are the largest full service distributor 
of renewable energy products in 

the Americas. Contact us today for 
more info on the NewEdge and other 
modules from Canadian Solar. 


www.dcpower-systems.com | 800-967-6917 | www.solardepot.com 
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Like us on Facebook! 
Easily browse and share our content 
with your Facebook friends. Enjoy 
special subscription offers, promotional 
discounts, reader comments, editors’ 
notes, and much more: 
facebook.com/homepower 


Follow ; on Twitter! 
Watch for bite-size article teasers, 
renewable energy event information, 
sneak peeks at upcoming coverage, 
subscription specials, and topical 
retweets: twitter.com/homepowermag 


Ty Jerry Ostermeier of Alternative 


Share an inspiring Home Power article on Power & Machine with a three-nozzle 
microhydro turbine. 


Facebook, Twitter, Digg, StumbleUpon, ; 
and many other services: Eola. Shawn Sone leh 
homepower.com/articles 


Ev endar 


Search, browse, or post RE events: 
www.homepower.com/events 


Search and browse more than 2,000 
articles in PDF: 


www.homepower.com/articles 


Digital edition subscribers have access 
to the past three years’ back issues (18) 
in PDF. Subscribe to or renew the print 
edition for three years to get our third- 
edition digital archive on DVD-ROM— 
issues are also still available in print: 
www.homepower.com/backissues 


143 back issues in PDF. Many back 
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PV buyer's guide 
Brian Mehalic 


Our annual guide for selecting 
PV modules for your system. 


2V pergola 
Mike Taylor 


PV does double duty— 
producing electricity and 
providing an attractive garden 
structure—at this Utah home. 


microhycd 
systems 
Advice from the Experts 


Seasoned microhydro pros 
share their expertise on 
system considerations. 
microhydro 
myths 
Benjamin Root 
Making electricity from 
falling water can seem like 
magic, and that’s led to lots of 
misconceptions. 


‘<ctric bikes 
Ted Dillard 


Electric retrofit kits can be an 
effective way to give your bike a 
boost. 


These pages, left to right: Josh Kordecky/Alpenglow Solar; MidNite Solar; Ted Dillard; Harry Martin; SunPower; SunWater Power Systems 
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solar leasing 
Kelly Davidson 


Solar leasing programs are 
cropping up across the country. 
Should you lease or buy? Experts 
weigh in with their opinions. 


PACE programs 
Kelly Davidson 


With its competitive financing 
terms, PACE programs could 
boost RE installations. 


charge cortrollers 
Dan Fink 


Learn which charge controller 
is right for your battery-based 
system. 


www.homepower.com 
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Add the 

New MagWeb 
to Your 
Magnum Panel 
to Monitor Your 
System From 
the Web. 


Works with 
all Magnum 
Inverter/Chargers! 
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Www.magnumenergy.com 


Sizzling Sustainability 


In this era of increasing utility rates, economic 
and social uncertainty, and decreasing renewable 
energy (RE) costs, why don’t more of us have 
RE systems? 

While dirty energy subsidies, corporate 
meddling, and foreign competition are not 
helping—perhaps we can make progress among 
ourselves by examining why the RE industry 
has a hard time selling systems. You could also 
ask yourself why it’s so hard to pull out your 
checkbook. After all, you pull it out regularly to 
buy all kinds of things that you value. 

We often overlook a key reason that 
we don’t see RE systems in every block in 
America—the RE industry hasn’t quite figured 
out what makes American buyers tick. 

The tobacco industry is widely successful 
selling cigarettes—a product that causes illness 
and death! That industry maintains its profitability 
in the face of very high taxes, public campaigns 
against their products, and a general social 
knowledge that cigarettes are “bad for you.” 
Americans spend money on a wide variety of 
things that “don’t make sense,” but the industries 
behind those products don’t let that idea stop Tine once Manors ian is seit 

: to be one of the most brilliant 
them. If they can make a go of promoting those advertising campaigns of all time. 
products, there’s no reason why the RE industry, How will the RE industry make its 
which is promoting clean energy solutions— impact on marketing clean energy 
something good for us and the planet—can’t Mp nasser 
build on their products’ popularity. 

There are a variety of motivations behind our purchases—including economic, 
environmental, and product reliability. Perhaps underappreciated is how many of 
our buying decisions are made because we feel good about the stuff we buy. One 
aspect of this is what I call “the cool factor,” which accounts for a lot of buying 
motivation in modern America. 

Too often we get hung up on justifying the “payback,” or engrossed in technical 
talk. If we frame the discussion in these ways, we often shoot ourselves in the foot, 
by losing sight of the fabulous and saleable nature of products that provide clean 
energy for the long haul. 

Instead of trying impress our motivations, justifications, and points of view, 
perhaps the RE industry should consider exploring what really makes consumers 
buy what they buy, so we can “sell the sizzle” of sustainability. And each of us with 
an RE system can become an ambassador, sharing our excitement with neighbors, 
friends, and family. 
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—Ian Woofenden, for the Home Power crew 


Think About It... 


You can never have an impact on society if you have not changed yourself. 
—Nelson Mandela 
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It’s that easy. 


The Magnum Panel (MP) system from Magnum Energy makes ordering and installing inverters and 


balance of system equipment easy and convenient. 


Easy to install: 

With panels pre-wired and all connections 
front-mounted, including AC and DC breakers, 
the MP is easy to install, saving labor costs. 


Easy to expand: 

Start with just one enclosure and one inverter 
and, depending on your MP Panel model, easily 
expand to two, three, or four inverters in the 
future using MPX Extensions. 


To learn more about the MP system, the MagWeb, and 
other Magnum products visit www.magnumenergy.com 


Easy to handle your power needs: 
Depending on the system, the 60A or 125A 
bypass breaker and 500A or 1000A DC shunt 
easily handles your total system power. 


Easy to monitor: 

Monitor your Magnum inverters and 
accessories easily on the web with the 
MagWeb. Using your always on Internet 
connection, the MagWeb makes live and 
historical conditions available to you 
through your web browser. 
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Who do 
you trust 


when the grid 
goes down? 


OutBack Power. 
Setting the industry 


standard for reliability 
since 2001. 


Our Back 


POW ER’ 


member of The falta} Group™ 


Phone: (360) 435.6030 
www.outbackpower.com 
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Sure, our newest inverter/charger is a powerful solution. From the 
sunniest day to the storm that knocks out the grid for a week or more— 
this system is built to carry the load. 


At the same time, it's as easy to live with as any home appliance. Easy to 
install. Seamless operation. Hot coffee and cold beer—it’s as simple as that. 


¢ Revolutionary on-grid/off-grid integrated design 


* 8000 Watts of continuous power, flexible design 
for systems from 8 to 80kW 


¢ Easily powers both sensitive electronics and the largest surge loads 


¢ Simple to design, install, and maintain 


¢ Back-up power lets you stay off-grid for extended periods 
¢ High reliability and dual power modules minimize downtime risk 


OF 
[a] 


Scan with your smartphone 
for more information. Text 
“scan” to 43588 to install 
ScanLife. 


POW ER’ 


member of The akin Group™ 


Main Office: 

5917 195th Street NE, #7, Arlington, WA 98223 USA 
Phone: (360) 435.6030 Fax: (360) 435.6019 
www.outbackpower.com 


If only everything was as predictable 


2011 


25 years later... 


aan 


With our new 25 year linear performance warranty and our 10 year workmanship 
warranty, you know that the minimum electricity output your system will be 
delivering, year after year. And for the next 25 years. If only everything could be as 


predictable.... 
E NEW performance warranty 
BB Trina Solar’s linear performance warranty 
100% HB Standard warranty 
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80% 


25 


Years 


Trinasolor 


The power behind the panel 


RELIABILITY MEANS 
EVERYTHING 


TROJAN’S NEW INDUSTRIAL LINE 


When failure is not an option and reliable power is absolutely essential - you're in Trojan 
territory. Introducing Trojan’s Industrial Line - the newest addition to our lineage of 


high-quality batteries. 


Specifically engineered to support renewable energy systems with large daily loads that 
cycle regularly, the Industrial Line delivers high-capacity power when you need it 
the most. Exceptionally dependable and powertul, the Industrial Line delivers 1,500 


cycles at 80% depth-ofdischarge and unmatched performance in your gric+tied or off CAPACITY Amp-Hours (AH) 
grid PY system. 5-Hr = .20-Hr = 100-Hr 
TYPE Rate Rate Rate VOLTAGE 
Trojan’s proprietary deep-cycle technology and over 85 years of battery know how IND9-6V 385 Aas As 6 VOLT 
make the Industrial Line the most reliable battery on the market. Backed by INDI3z6V. (533 673 820 6VOLT 
specialized technical support teams and world-class warranty — Trojan means reliability. IND17-6V m 397 1090 6 VOLT 
IND23-4V. (977 1233 1500 4VOLT 
IND29-4V. 1245 1570 1910 4VOLT 
| ® Available worldwide. For more information, 
BATTERY COMPANY 
Clean energy for life. call (800) 423-6569, +1 (562) 236-3000 or visit us at TrojanBatteryRE.com 


OFF GRID ¢ GRID TIED « BACKUP POWER e¢ RURAL ELECTRIFICATION ¢ INDUSTRIAL « SMART GRID 
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renewable energy in the spotlight 
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@ -81 Gw 
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@ 134 Gw 
2.5 GW 880 MW 
@ 40.2Gw © 5.1GW 


New wind power capacity added during 
2010 reached 39 GW, more than any other 
renewable technology and over three times 
the 11.5 GW of wind added worldwide just 
five years earlier. Total global capacity neared 
198 GW. At least 52 countries increased 
their total existing capacity during 2010, 
and 83 countries now use wind power on a 
commercial basis. Capacity in 2010 was just 
slightly above 2009 capacity additions, due 
to slower growth in the United States and 
Europe brought on by policy uncertainty. 
For the first time, the majority of new turbine 
capacity was added in developing countries 
rather than in wind’s traditional regions. 

TOP 


INVESTORS 
(in US$ billions) 


TOP COUNTRIES: RE, Solar & Wind Capacities 
@ Renewable Power Capacity w/Hydro (GW) 

PV in GW (total) added MW in 2010 
@ Wind in Gw (total) © added GW in 2010 


Changes in renewable energy markets, 
investments, industries, and policies have been so rapid in recent years that perceptions of the 
status of RE can lag years behind the reality. The Renewables 2011 Global Status Report (produced 
by the Worldwatch Institute and REN21) provides an overview of RE worldwide as of early 
2011. The report shows that the RE sector continued to grow, despite continuing economic 
recession, incentive cuts, and low natural gas prices. Here are highlights from the report. 
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1GW 720 MW 
@ 5.7Gw O 1.14GW 


3.8 GW 370 MW 
@ 20.7Gw O 1.8GW 


Capacity increased by an 
estimated 25 GWth in 2010 to 
reach approximately 185 GWth, 
excluding swimming pool heating. 
China continues to dominate the 
world market in installed solar hot 
water collectors. 


Offshore Wind 


The offshore wind industry continues to pick up speed, 
and increased from 1.2 GW to 3.1 GW at the end of 2010, 
with most of this capacity in Europe and the rest in China 
(0.1 GW) and Japan (0.02 GW). European wind capacity 
grew more than 50% during 2010, bringing total capacity 
to 3 GW. The U.K. led the world by adding almost 0.7 
GW, ending the year with more than 1.2 GW; it was 
followed by Denmark (0.9 GW) and the Netherlands 
(0.2 GW). 
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@ 17.3GW © 7,405 Mw 
@ 27.2GwW 6 1.5GW 


i «. 


> 


CZE 
2G 


@35Gw © 2,320 Mw 


Solar Thermal 


renewable energy in the spotlight 


After years of inactivity, concentrating solar thermal 
power (CSP) made a comeback with about 740 MW 


BELGIUM 
© 425 Mw 


of the existing capacity. 
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GERMANY 


CHINA 
@ 263 Gw 

@ogGcw © 550Mw 
@ 44.7GwW © 18.9GwW 
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EPUBLIC 
1,490 MW 
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Photovoltaics 


Thanks to government incentive programs and the continued 
fall in PV module prices, an estimated 17 GW of PV capacity was 
added worldwide (compared with just under 7.3 GW in 2009). 
That brought the global total to about 40 GW—more than seven 
times the capacity in place five years earlier. The EU dominated 
the global PV market, led by Italy and Germany, which installed 
more PV in 2010 than the entire world did the previous year. 
More than 5,000 utility-scale PV plants accounted for almost 25% 
of total global PV capacity, with 9.7 GW of capacity by the end 
of 2010—an increase of more than 3 GW during the year. The 
EU continued to lead with 84% of the global total, with Germany 
accounting for about one-third of global additions. By the end 
of 2010, Spain had 32% of total installed utility-scale capacity, 
followed by Germany (26%), Italy (16%), the United States (7%), 
and the Czech Republic (6%). 


SOUTH KOREA 
@o7Gw © 130mMWw 


added between 2007 and the end of 2010. More 
than half of this capacity (approximately 478 MW) 
was installed during 2010, bringing the global total 
to 1,095 MW. Parabolic trough plants dominated, 
accounting for 90% of CSP plants and for nearly all 


JAPAN 
@36Gaw © 990mMw 


WORLDWIDE 
Net metering 
policies exist in at 
least 14 countries, 
including Italy, 
Japan, Jordan, 
and Mexico, and 
in almost all U.S. 
states. 


www.homepower.com 


World Stats 

PV Capacity—40 GW 

Solar Thermal Power (CSP) —1.1 GW 
Wind Power Capacity—198 GW 

Total RE Capacity (w/o hydro)—312 GW 
Total RE Capacity (w/ hydro)—1,320 GW 


Global Investment 

Total global investment in renewable 
energy—including financial new invest- 
ment and small-scale investment — 
jumped in 2010 to a record $211 billion. 
China attracted nearly $50 billion, making 
it the leader for the second year in a row. 


RE Jobs 

Globally, there are more than 3.5 
million direct jobs in renewable energy 
industries—about half of them in the 
biofuels industry, with additional indirect 
jobs well beyond this figure. 


“In general, the 
global renewable 
energy market 
remains in a state of 
flux as policymakers 
continue to be 
challenged to 
set realistic and 
achievable targets 
and to link them 
to appropriate 
long-term policy 
mechanisms.” 

—2011 Global Status Report 


Policy at a Glance 

More than 115 countries now have 
renewable energy targets or support 
policies in place. More than half of those 
countries are developing countries. 


Policy targets now exist in at least 98 
countries—most targets are for shares of 
electricity and typically aim at 10% to 
30% of total electricity within the next 1 
to 2 decades. 


Of all the policies, feed-in tariffs (FITs; 
also called premium payments, advanced 
renewable tariffs, and minimum price 
standards) remain the most common. By 
early 2011, at least 61 countries and 26 
states/provinces had FITs. 


Several countries—including the Czech 
Republic, Italy, Spain, and Australia— 
are revising PV FITs to dampen the 
booming rate of installations, which 
are far exceeding expectations due to 
the unprecedented price reductions 
in PV that occurred in 2009 and 2010. 
The developing countries of Malaysia, 
Ecuador, and Uganda introduced new FIT 
policies in 2010 and early 2011. 


Another common policy is the “quota” or 
renewable portfolio standard (RPS). By 
early 2011, quota/RPS policies existed in 
10 countries at the national level and in 
at least 50 other jurisdictions at the state, 
provincial, or regional level. 
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NORTH AMERICA 
North America’s share of global solar 
cell manufacturing was 5%, witha 
disproportionately large share of thin- 
film products. Almost half of North 
American production was thin-film. 


CANADA 
As of the end of 2010, the world’s largest 
PV plant was the 0.08 GW Sarnia facility in 
Ontario, Canada, which is expected to make 
enough energy for 12,800 homes. 


CANADA 
Canada generates roughly 
61% of its electricity from 
hydropower. 


U.S. Stats 
Wind Power Capacity: 40.2 GW 
Biomass: 10 GW 
% PV Capacity: 2.5 GW 
~ | Geothermal: 3.1 GW 


Solar Thermal (CSP): 0.5 GW 
Ocean (tidal): 0 GW 
Hydropower: 78 GW 

Total RE (w/ hydro): 134.3 GW 
Total RE (w/o hydro): 56.3 GW 
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LATIN AMERICA 
Latin America (excluding Brazil) saw the 
biggest increase in renewable energy 
investment in the developing world. 
The largest gain within Latin America 


UNITED STATES 
Thirty U.S. states (plus Washington, 
D.C.) have renewable portfolio 
standard policies, and six more have 
nonbinding policy goals. 


was in Mexico (348%), due to large 
wind projects and one geothermal 
project following the government’s 2009 
increase of its renewables target from 
3.3% to 7.6 % by 2012. 


ECUADOR 


Ecuador adopted a ie wR LATIN AMERICA 

new system of FITs in ~~ as ; In Latin America and the 

early 2011, following Caribbean, total installed wind 
an earlier FIT policy capacity rose 54% during 2010, 


from 2005. y with Brazil and Mexico each adding 
U.S. Fast Facts about 0.3 GW. Latin America still 


Renewable energy accounted for an estimated 25% of electric capacity additions in 2010 and accounts for a very small share of 
11.6% of existing electric capacity at year’s end; during the year, renewables provided just global wind capacity. 

over 10.3% of total domestic electricity. Renewable energy accounted for about 10.9% of ; 
domestic primary energy production, an increase of 5.6% since 2009. 


SOLAR 
U.S. PV capacity almost doubled compared to 2009, passing the 2.5 GW mark. More than one- 
fourth the capacity added was in utility-scale projects. Despite this, the country had only 7% 
of the world’s total installed utility-scale capacity. At least 5.4 GW of additional U.S. capacity 
was under contract by the end of 2011. California still leads the nation with 30% of the capacity 
(down from 80% in 2004/05). 


HYDRO 
Development has slowed recently due to the economic recession, but just over 0.02 GW of 
new hydro began operating in 2010 for a total of 78 GW, producing 257 TWh during the year 
(up from 233.6 TWh in 2009). 


SOLAR HEATING & COOLING 
This U.S. capacity (excluding unglazed swimming pool heating) is still relatively small but is 
gaining ground. California appears to have overtaken Hawaii’s lead, and these states are 
followed by Florida and Arizona. An estimated 35,500 systems (nearly 0.2 GWth) were installed 
nationally in 2010, representing 5% growth and bringing total capacity close to 2.3 GWth. The 
slower rate of growth relative to 2009 was due to the economic crisis and to the low cost of 
competing home-heating fuels. 


WIND 
Due to the late extension of the investment tax credit (ITC); low natural gas and electricity prices; 
and transmission access issues, the United States added just over 5 GW in 2010, compared with 
more than 10 GW the previous year—bringing total wind power capacity to 40.2 GW, a 15% 
increase over 2009. By the end of 2011, wind accounted for 2.3% of electricity generation (up 
from 1.8% in 2009), enough to supply electricity for more than 10 million homes. In 2010, the 
United States and Canada together accounted for about 15% of the global capacity, including 
an estimated 0.02 GW of small-scale wind turbine capacity added in the United States. 


CONCENTRATING SOLAR THERMAL 
The year ended with 509 MW of total concentrating solar thermal power (CSP) capacity after 
adding 78 MW, including two hybrid plants—a 2 MW add-on to a coal plant and a 75 MW ada- 
on to an integrated-gas combined-cycle power plant (the first in the state of Florida). 


BIOFUELS 
The United States and Brazil accounted for 88% of global ethanol production. After several years 
as a net importer, the United States overtook Brazil as the world’s leading ethanol exporter. 


BRAZIL 
Roughly 80% of Brazil’s 
electricity comes from 
hydropower. 


PERU 
In 2010, Peru’s RE 

investment doubled 
to $480 million. 


ARGENTINA 
Argentina introduced 

a national tariff for 

PV systems in certain 
provinces, making it 

the first Latin American 
country to do so. The 
country’s RE investment 
also increased by 568%, 
to $740 million. 


CHILE 
Chile’s RE investment 
increased 21% to 

$960 million, while the 
government reduced 
its 2020 RE electricity 
target from 10% to 8%. 


KEY 


@ Countries with local feed-in tariffs 


@ Countries with national feed-in tariffs 
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EUROPE 
HIGHLIGHTS 


In the CZECH REPUBLIC, the combination 
of high FIT rates and the reduction in PV 
equipment costs led to a second strong 
year (1.5 GW), lifting the country from 65 
MW in 2008 to nearly 2 GW of existing 
capacity by the end of 2010. In March 
2011, the country cut all FIT rates for 
ground-mounted PV installations that were 
not yet interconnected with the grid. 


SCOTLAND is on track to exceed its 
2007 target for 31% of total electricity 
generation from renewables by 2011. The 
Scottish government raised its 2020 target 
for RE electricity generation from 50% to 
80%. 


The UNITED KINGDOM decided in 2010 
to replace its existing quota policy with a 
FIT, starting in 2013. 


In May 2011, ITALY cut tariffs for PV by 
22% to 30% for 2011, by 23% to 45% 
for 2012, and by 10% to 45% for 2013. 
A project ceiling of 1 MW on rooftops 
and 0.2 MW for ground-mounted systems 
was also imposed to limit the total cost 
to EUR $6-7 billion by the end of 2016, 
when roughly 23 GW are expected to be 
installed. 


Although it ranked 18th overall, CYPRUS 
remained the world solar heating leader on 
a per capita basis at the end of 2009, with 
554 kilowatts-thermal (kWth) per 1,000 
inhabitants. 


Despite financial problems that led to the 
government temporarily blocking project 
applications, GREECE added almost 0.2 
GW of PV in 2010—more than quadrupling 
its 2009 additions. 


On a per capita basis, AUSTRIA, which 
had 315 kWth per 1,000 inhabitants in 
2009, remained the solar heating leader 
in continental Europe, followed by Greece 
(266 kWth) and Germany (102 kWth). 


TURKEY enacted a_ long-awaited 
renewable energy law that replaces the 
existing single-rate FIT with technology- 
specific FIT rates over a 10-year term for 
wind, geothermal, biomass, biogas, and 
solar, with bonus payments if hardware 
components are made in Turkey. 


BULGARIA, through its new Renewable 
Energy Act of June 2011, put an annual 
cap on new projects receiving the FIT 
prices by applying a quota. 


BOSNIA is planning its first wind farm, and 
in 2010, ROMANIA began constructing 
what will be Europe’s largest onshore wind 
farm. 


renewable energy in the spotlight 


The European Union 


In the European Union, renewables accounted for an estimated 41% of newly installed electrical 
capacity in 2010, with PV accounting for more than half of the total. Although the share was 
significantly lower than the more than 60% of total capacity added in 2009, more renewable power 
capacity was added in Europe than ever before (22.6 GW), with total installations up 31% over the 
previous year (17.5 GW). 


SOLAR The EU dominated global PV capacity, accounting for 80% of the world total with about 
13.2 GW newly installed—enough to meet the electricity consumption of some 10 million European 
households. For the first time ever, Europe added more PV than wind capacity during 2010, led by 
Germany and Italy. 


WIND Germany maintained the lead in Europe, with 27.2 GW operating in 2010, but Spain led 
with new installations (nearly 1.8 GW). Emerging markets include Bulgaria, Lithuania, Poland, and 
Romania; in addition, Cyprus installed its first wind turbines (0.08 GW). 
ICELAND 
About 90% of Iceland’s heating 


demand was derived from 
geothermal resources in 2010. 


BELGIUM 
Belgium launches firs 


t 


solar-powered train in 


June 2011. 


SPAIN 

In Spain, the $0.55 per kWh FIT level for PV, as 
set in 2007, still remains. As a result of a cap 
on ground-mounted systems and uncertainties 
associated with the new regulatory framework, 
PV installations were well below the 2008 peak 
and its goal for 8.3 GW of PV capacity for 2020 
was adjusted to 6.7 GW. 


Despite having its slowest growth since 
2003, Spain again led Europe in new wind 
installations, adding nearly 1.8 GW for a total 
of more than 20.7 GW—ranking it No. 3 for 
new wind capacity. 


Despite having less capacity in operation 
than Germany did, Spain produced more 
electricity with wind (43 TWh) in 2010, due 
largely to high winds in Spain and more 
advanced turbines. 


GERMANY 
In 2010, Germany met 11% of its total final 
energy consumption with RE sources. Wind 
power accounted for nearly 36% of RE 
generation, followed by biomass, hydropower, 
and PV. 


The country added more PV (7.4 GW) in 2010 
than the entire world did the previous year, 
ending 2010 with 17.3 GW of existing capacity. 


During the first quarter of 2011, Germany 
generated 2.75 TWh of electricity with PV, an 


increase of 87% over the same period in 2010. 


Its 2010 target of 3.5 GWp for newly installed 
PV capacity was easily exceeded. This led 

to an agreement with the PV industry for an 
annual reduction in FITs if a cap of 3.5 GW is 
surpassed. The country also introduced a goal 
to achieve 35% renewable electricity by 2020. 
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renewable energy in the spotlight 


Africa & the Middle East 


At least 20 countries in the Middle East, North Africa, and sub-Saharan Africa are increasing RE 
capacity. Africa achieved the largest percent increase in RE investment among developing country 
regions apart from China, India, and Brazil. Total investment rose from $750 million to $3.6 billion, 
largely as a result of strong performances in Egypt and Kenya. 


SOLAR More than 500,000 PV systems were in use in 2007, with more than half of these in South 
Africa and Kenya. In North Africa and the Middle East, at least 1.2 GW of concentrating solar thermal 
power capacity is in the pipeline, including plants under construction in the United Arab Emirates 
and planned in Algeria, Egypt, Jordan, Tunisia, and Morocco. 


WIND Africa still accounts for a very small share of global wind power capacity, but projects are 
planned or under way in Egypt, Ethiopia, Kenya, Morocco, Nigeria, Tunisia, and Tanzania—including 
Kenya’s 0.3 GW Lake Turkana project and 0.7 GW of capacity under construction in Morocco. 


EGYPT 
Egypt added 0.1 GW for a total of 550 MW 
in wind capacity—the most of any African 
country. It also had an estimated 1 GWth of 
solar thermal systems by the end of 2010. 


ISRAEL 


ALGERIA 
Algeria recently completed 
a 150 MW integrated solar 
combined-cycle (ISCC) plant. 


MOROCCO 
Morocco inaugurated the 
140 MW Dahr Saadane 
wind project in 2010. 


with 391 kWth. 


AFRICA 
Several African rural 
electrification programs 
launched since the early 
2000s have involved 
solar home system (SHS) 
projects, especially in 
western Africa (Mali, 


Senegal, and Mauritania). 
Whether through fee-for- 
service or household- 
based programs 
(microfinance or cash), 
the SHS market in Africa 
continues to expand. 


RWANDA 
RWANDA aims to 
have 0.04 GW of 

small-scale hydro 
capacity by 2015. 


ZAMBIA 
Zambia relaxed tax policies in 
mining areas to stimulate investment 
in power capacity, with a preference 
for renewable energy technologies, 
including hydro and solar. 


SOLAR HOT WATER 
Solar hot water installations are increasing in 
Egypt, Ethiopia, Kenya, Morocco, Namibia, SOUTH AFRICA 
South Africa, Tunisia, and Zimbabwe. Egypt had South Africa introduced 
an estimated 1 GWth of solar thermal systems a target for 1 million new 
by the end of 2010, and Morocco’s collectors SHW installations by 2014. 


totaled an estimated 0.2 GWth. @ Countries with local feed-in tariffs 
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Israel reduced its 2020 
RE electricity target from 
10% to 7%. The country 
ranked second in world 
solar heating per capita 


ie) Countries with national feed-in tariffs 


FOR ANOTHER PERSPECTIVE, see 
how RE measures up against fossil 
fuels. Check out BP’s Statistical 
Review of World Energy at 
www.bp.com 


KUWAIT 
Kuwait will aim for 5% 
RE capacity by 2020. 


IRAN 
IRAN did not add wind 
capacity during 2010, but it 


remains the only country in the 
Middle East with large-scale 
wind projects (0.9 GW total). 


UNITED ARAB 
EMIRATES 

The United Arab 

Emirates aims to 
have 5% of its 

| energy derived 

from RE by 2030. 


KENYA 
As of 2005, Kenya 
was home to just over 
150,000 PV systems, 
with a median size 
of 25 W peak, and 
coverage had reached 
a reported 300,000 
households. 


UGANDA 
Uganda implemented 
its existing FIT in early 
2011 for 11 separate 
technologies. 


TANZANIA 
In Tanzania, the World Bank invested 
$22.5 million to test new off-grid 
electrification solutions—particularly 
mini-hydropower generation, biomass 
cogeneration, and solar energy—that are 
expected to be scaled up in the future. 


KEY 


renewable energy in the spotlight 


Asia & Australia 


The first major offshore wind farm outside of 
Europe, China’s 0.1 GW Donghai Bridge near 
Shanghai, began operation in July 2010; three 


CHINA 
As a result of favorable government policies, CHINA led the world in the installation 
of wind turbines and solar thermal systems, and was the top hydropower producer 
in 2010. The country added an estimated 29 GW of grid-connected renewable 
capacity, for a total of 263 GW, an increase of 12% compared with 2009. RE 
accounted for about 26% of China’s total installed electric capacity in 2010, 18% 
of generation, and more than 9% of final energy consumption. China’s previous 
target for a 10% share of total primary energy from RE by 2010 was almost met, 
as the share exceeded 9%, but attention has shifted to the new target for 2020—a 
15% share of non-fossil (renewables and nuclear) final energy by 2020. 


months later, China began construction of four 
projects off the coast of Jiangsu, totaling 1 GW and 
due to be completed by 2014. 


SOUTH KOREA 
South Korea’s PV 
installations (0.1 GW) 

4 declined for the second 


DID YOU KNOW? R< : jam 7 year in a row. By 2012, 
fet ap aunties fer yee Firms in mainland China and ie county emsing ole 
capacity are China, Brazil, the Taiwan alone accounted for 59% for une snc Solar Fv wil 

3 United States, Canada, and of global solar cell production in be replaced with a queta 
Russia, which account for 2010, up from 50% in 2009. system. The quota val 
52% of total installed capacity. mandate that 14 utilities 

Ranked by generation, the generate 4% of electricity 
order is China, Canada, Brazil, from renewables in 2015, 
the United States, and Russia, increasing to 10% by 2020. 
because some countries (e.g., 

Canada) rely on hydropower for 
base-load supply. By region, Asia 
leads for share of installed global 
capacity, followed by Europe 
then North and South America, 
with Africa at a distant fifth. 


TAIWAN 

: Taiwan is aiming for a 16% 
INDIA are renewable electricity share 
INDIA added an estimated 2.7 GW { @ : by 2025 compared with the 
of grid-connected renewable power ; ’ ; a ¥ previous 15.1% target. 
capacity during 2010-mainly from ° 1 
wind but also from biomass, small 
hydropower, and solar capacity-for AVN : COOK ISLANDS : 
a total of nearly 19 GW by January ' Y me reac pee teeta its 
2011. The country missed its target : ‘ /- acs ie eae ped ‘ 
for 2 GW of added wind power in in. ? y 
2010 but did add significant off-grid ve. 4 by 2015 and 100% by 2020. 
RE capacity. Large hydropower MALAYSIA - : 
generated about one-quarter of In Malaysia, targets 
India’s electricity in 2010, with other were adopted for 
renewables accounting for just solar PV and biomass. 
over 4% of generation. Through a Policy aims to meet a 
number of incentives, the country 3,000 MW RE target 
aims to increase its 2013 target for by 2020, with one- 
10 MW of grid-connected RE to third of that expected 
1,000 MW of solar, and to 20,000 from PV and another 


MW by 2020. third from bioenergy. 


AUSTRALIA 
Australia met its original 2010 target of 9.5 TWh for renewable electricity well before 2010 
and consequently revised the target to 45 TWh target by 2020. This target will be met in part 
through uncapped fixed-price certificates bought and sold in a national certificate market. NEW ZEALAND 
New Zealand, along with 
Norway and Iceland, lead 
the world in per capita 
generation of hydropower. 


In 2010, Australia’s PV capacity (0.3 GW) grew fourfold relative to 2009. But, in December 2010, 
the federal government adjusted the rooftop PV credit to slow it down faster than was originally 
planned due to the impact on electricity prices, continuing strong industry growth, and the 
resulting lower demand for other RE technologies such as solar water heaters. Then, in May 
2011, the country cut AUD 220 million from its 1.5 billion Solar Flagship program, which aims 
for four grid-connected power stations. 
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As an installer of residential solar energy systems, 

your business and your reputation depend on getting 
everything right. So why take a chance on an unproven 
inverter? With PV Powered string inverters from 
Advanced Energy, you know you're getting reliable, 
time-tested, and easy-to-install PV inverter solutions 
backed by a 10-year warranty and a best-in-class service 
team. So make the smart choice with PV Powered string 
inverters. That’s the secret. 


gan ADVANCED 
es ENERGY” 


P/Powered 


solAron’ :siteguArd 


Advanced Energy, Solaron, and PV Powered are U.S. registered trademarks or service marks of Advanced Energy Industries, Inc. 


WHY CHOOSE IF YOU CAN HAVE IT ALL? 


ASTRONERGY. MAKING IT SIMPLE 


im il 


Central Inverter Thin Film Module Polycrystalline Module String Inverter Monocrystalline Module 


When setting up a PV system and looking for the right PV module, it seems like there are many choices to be made. In reality, 
there’s just one choice over and over again- who should | work with? 


With the broadest PV module portfolio available and a well-established and powerful parent company - the Chint Group - whose 
expertise spans the entire spectrum of the electrical industry and the entire solar PV system, you no longer have to answer this 
question a hundred times. Now, you only have to answer it once. Astronergy offers monocrystalline, polycrystalline and thin 
film modules and inverters, transformers and AC/DC protection as a part of its total systems solutions. It’s time to work with a 
company that thinks beyond PV modules. 


Astronergy. We make it easy. 
www.astronergy.com 


Astronergy Solar, Inc. 


377 Swift Avenue, 
South San Francisco, CA 94080 
Toll-free: 1-855-88-ASTRO 


Fax: (310) 378-1715 ASTRONERGY 


E-mail: sales-usa@astronergy.com 


South San Francisco Barcelona Munich Seoul Wenzhou Shanghai Hangzhou 


Courtesy AUO Solar 


cutting-edge equipment & tools 


AUO Solar & SolarBridge ac mocuie 


AUO Solar (www.auosolar.com) and _ SolarBridge 
Technologies (www.solarbridgetech.com) have teamed up 
to create the AUO AC Unison, which features a SolarBridge 
Pantheon microinverter pre-installed on a AUO Solar 250 
W monocrystalline module. The frame-attached inverter/ 
module combination will be listed as a complete assembly 
to meet UL 1741 requirements for AC modules. Similar to 
other distributed MPPT solutions, this AC module will offer 
module-level monitoring via the AUO Solar Web Portal. The 
AUO AC Unison PM250MA0 is expected to begin shipping in 
the third quarter of this year and will be sold by AUO Solar 
through its network of distribution partners. 

—Justine Sanchez 


DC-Powered Refrigeration 


uNnDanzer.. 
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Courtesy Outback Power 
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cutting-edge equipment & tools 


QutBack Power 


Radian Series Inverter/Charger 


OutBack Power (www.outbackpower.com) is releasing its Radian Series GS8048 
inverter, an 8 kW inverter/charger that has been redesigned to address three 
constraints of the company’s current OutBack FX and GTFX lines. The Radian series 
is designed for both grid-interactive and stand-alone applications; has a split-phase 
120/240 VAC output; and provides dual AC inputs so both the grid and a generator 
may be utilized. The GS8048 has a 48 VDC nominal input voltage, 30 W idle 
consumption, and surge specifications of 16.97 kVA (100 ms), 12 kVA (5 seconds), 
and 9 kVA (30 minute). Multiple units can be combined for systems from 8 to 80 kW. 

—Justine Sanchez 


SOLAR 


PIVTVTOL TID PAT ene s 


Whatever your application, 
you can depend on Deka Solar. 


Deka Solar Gel/AGM or Flooded batteries are the proven 
choice for all your renewable energy applications. Deka 
Solar Batteries, sold worldwide through major photovoltaic 
equipment manufacturers and distributors, exceed the high 
standards of the solar industry with superior quality and 
environmentally conscious battery solutions. Available from 
MK Battery Distribution centers across North America, 
Europe and the Asia Pacific region. 


PROVEN PRODUCTS IN DEMANDING PHOTOVOLTAIC APPLICATIONS 
U.L. RECOGNIZED COMPONENTS * COMPETITIVE WARRANTY 
MADE IN THE U.S.A. 


MK Battery © www.mkbattery.com 
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The biggest 
thing in solar. 


(actual size) 


Welcome to the next generation of microinverter. 
Not just smaller: more powerful, more efficient, and easier to install. , 


See it for yourself: enphase.com/next-gen 


Learn Solar, Buy Solar 
Accelerate Your Solar Business 


Now it’s as easy as 1-2-3 to power up your solar business with ONTILITY. 
With our solar training, products and services, accelerate your business today. 


CON TILITY 


To learn more, please contact us toll-free at 1.877.858.7479 or visit us at www.ontility.com 
Solar Training - Solar Products - Solar Design - Solar Consulting - Solar Logistics - Solar Marketing 


giving back with renewables 


In Nigeria, maternal mortality rates are 
among the highest in the world, second 
only to India. For every 100,000 births, 
an estimated 1,100 mothers die. With the 
rationed and often unreliable electricity 
supply throughout the country, night 
deliveries are frequently carried out in 
near darkness, and clinics are forced to 
perform emergency cesarean sections 
by flashlight—or worse yet, postpone 
the critical procedures until daylight or 
electricity can be restored. 

We Care Solar (WCS) cofounders 
Laura Stachel, M.D., and Hal Aronson, 
Ph.D., hope to change that. The husband 
and wife team came up with the concept 
for a suitcase-sized solar-electric system 
that can be used to power LED medical 
task lighting, charge cell phones and 
batteries, and provide electricity to 12 
VDC devices. 

Inspired by the deplorable conditions she witnessed on a 
research trip to Nigeria in 2008, Stachel, a licensed obstetrician 
and gynecologist in California who left her practice to work 
in public health, enlisted her husband’s help to develop a 
renewable power solution that could be easily transported 
through customs. 

Aronson, a solar energy designer and educator in 
California, went to work in his shop, tinkering with spare 
components and different configurations. His efforts resulted 
in a prototype turnkey PV system that fits in a watertight, 
protective hard case. 

When Stachel returned to Nigeria the following year with 
the solar suitcase, it was clear that Aronson had hit the mark 
with his design. “I hadn’t intended to leave the kit there. It 


WE CARE sOLAA 


Courtesy WCS (2) 


was an experiment at that stage. I had only intended to use 
it for demonstration purposes, but the people at the hospital 
where I worked begged me to leave it—they said it would be 
the difference between life and death for some, and I couldn’t 
argue with that,” says Stachel. 

Since then, more than 120 solar suitcases have been deployed 
to 15 countries. Funding to make and ship the solar suitcases, 
which cost about $1,500 to produce, is largely from individual 
donations, grants, or contributions from third-party groups. 

In most cases, it is a one-on-one effort, Stachel says, where 
individual donations provide the funding for one case to be 
deployed to a particular clinic. But the group also organizes 
solar suitcase programs, where multiple kits are distributed 
throughout a region—typically as a result of grant funding 
secured by a nongovernmental or nonprofit organization. In 
this case, WCS sends volunteers to deploy the suitcases and 
train the users. 

The latest design uses two to four 20-watt monocrystalline 
PV modules that were specially developed for the solar suitcase 


Get Hands On... 


Learn to build a solar suitcase through Solar Energy 
International. Though designed for the professional 
development of K-12 teachers, SEI’s workshop is open to 
anyone interested in learning and lending a helping hand. The 
solar suitcases built in the class are distributed throughout 
the world. www.solarenergy.org 
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by Everbright Solar in Fremont, California. The modules are 
mounted on rigid substrate, weigh about half as much as a 
conventional framed module, and are sized to fit into the case. 

The typical system includes a Morningstar ProStar 15-amp 
charge controller, a 15 amp-hour sealed lead-acid battery, and 
6 watts of high-efficiency LED task lights—all contained 
in the case. The standard obstetric kit also comes with a 
universal cell phone charger, a AA/AAA battery charger, 
outlets for 12 VDC devices, a fetal heart-rate monitor, LED 
headlamps, and rechargeable AA and AAA batteries. WCS 
worked with Holly Solar Products in Petaluma, California, to 
develop high-efficiency lamps that are rugged enough to last 
up to 20 years and bright enough to conduct surgery. 

Though designed to be portable, the solar suitcase can 
also be used as a stationary system—the suitcase itself bolts 
to the wall and the modules can be mounted on a rooftop. An 
expansion kit is also available for using larger batteries and 
adding more LEDs. 

“It is an out-of-the-box, plug-and-play experience. 
Someone who has never done anything with solar electricity 
can get the system running in less than a minute. If they 
choose to use it for a permanent installation, then it can be 
fully operational within two hours of opening the kit. It is that 
easy to use,” Aronson says. 

Though originally designed to support obstetric care, 
the solar suitcase has been used in a range of medical and 


giving back with renewables 


Get Involved... 


Support the solar suitcase movement at www.wecaresolar.org. 


humanitarian settings. Seven suitcases were deployed to Haiti 
after the 2010 earthquake. 

The latest batch of solar suitcases sent to Nigeria contained 
remote monitors, so data can be collected about the function 
of the solar suitcases in clinical situations and ultimately be 
used to improve the design for future applications. Looking 
ahead, WCS has partnered with other groups in hopes of 
securing funding for nearly 150 solar suitcase requests in 
Uganda, Nepal, Malawi, and Haiti. Stachel and Aronson 
remain determined to meet demand and do what they 
can improve maternal healthcare around the world. Their 
motivation comes from the feedback they receive. 

“Health workers tells us they are no longer afraid to work 
at night, that they can do medical procedures with ease, that 
they can do the job they were trained to do,” Stachel says. 
“Surgeons tell us the light allows them to see the tissue layers 
better, and they can perform surgeries more efficiently and 
safely.” 

—Kelly Davidson 


Fatten Up Your Bottom iin 


Procurement & Logistics Service 


¢ Cost + % Pricing 
« Same Day Shipping 


« When Our Prices Drop - So Do Yours! 


Call Now to Learn How 
800.374.4494 ext. 2990 


sro Solar North America’s Premier Solar Distributor 
Wholesale Solar Products for Professional Installers 


What the World Needs. NOW” 


groSolar.com/HomePower 


800.374.4494 ext. 2990 
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MidNite Solar’s 


Classic MPPI Charge Controller 


Data Logging & Reporting Graphs 


MidNite Solar's Classic Data Logging and Re- 
porting Graphs have raised the bar for MPPT 
charge controllers. View your Classic(s) lo- 
cally from your PC, or via the internet. 
The graphical display on the Classic will 
iar, allow you to view from 96 minutes to 96 days 
of data. The 3x zoom allows detailed exami- 
nation of your data. The Classic retains 380 
days of information which can be viewed 
either as text or as a scrolling graph. 


You can easily display the day's peak power, 
time spent in float, daily kWh, maximum 
input, battery voltage and more. 


Live, real time power, voltage, amperage, 
kWh, and temperature readings can also be 


viewed. 
82.8 2 
18:0 rae 
BLELIN = 08-31-2011 Graph showing 
battery voltage, 
ny 1* nN . - 
ONLINE APPLICATION FEATORES?YN Vi Te input voltage and 
Instant Status display incorporating ~~ ~ kWh 


MPPT mode, battery charge status, 
AUX mode and status 


Reports daily kWh, amp hours, and 
float time 


Plots up to 12 values from the classic: 
battery voltage, kWh, total life time 
kWh, input voltage, watts, total Amp 
hours, PCB temp, battery current, input 
current, charge stage, FET temp, bat- 
tery temp 


Graph showing same 
information as the above 
graph but in bar mode 


Connects to remote Classics over the 
Internet (Static-IP or Dynamic IP sup- 
ported) 


Compatible with Excel, Open Office 
Calc, and Libre Office Calc, and all 
major spreadsheet programs 


Reports the following alert conditions : 
‘such as ArcFault, ground fault, over- Gr. aph showing 
temp, over-current and many more minimized mode 


orks with Linux, ponds fe Mac 
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Easy to install. Shade tolerant. 
And from a provider you can trust. 


Introducing the Conext™ line of inverters with Fast Sweep™ 
shade tolerant maximum power point tracking technology. 


Features: 

> Available models: 2.8, 3.3, 3.8, 5.0 kw 

> Easy installation 

> High efficiency 

> Integrated AC/DC disconnects 

> Passive cooling 

> Shade tolerant Fast Sweep MPPT technology 


3 a) tf 


Make the most 
of your energy 


Schneider Electric Conext 


Schneider Electric provides a complete range of inverters, 
breakers, disconnects and load centers for a total solar solution. 


Download the FREE white paper 


“String inverter shade tolerant MPPT technology” 


Schneider 


Visit www.SEreply.com | Key Code d467v 


by Schneider Electric by Schneider Electric 


©2011 Schneider Electric. All ri ahs lcosthoebeiate @ APC logo, Square D, the Square D logo , Xantrex, Schneider Codie 
and the Schneider Electric logo are trademarks or regist Siedie Sek of he SonmclnerEle He arcu ot commen 
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ingenuity in renewable energy 


PV Challenges (aaa 


=_ 


in the Nation’s Capitol gest 


Urban solar installations often come with their siting 
challenges, as did this Capitol Hill townhouse in 
Washington, DC. First, its historic district designation 
meant that the array could not be visible from across the 
street. Second, the townhouse’s age (86 years) meant that 
a lot more weight on the roof could cause more problems. 
With only 742 square feet of roof space—plus a chimney 
and plumbing vent penetrating the roof—the solar access 
was extremely limited, and some of that space would be 
needed for a future SHW system. A neighbor’s tree also 
caused morning shading on the eastern roof. Finally, a 
rubber membrane roof meant no roof penetrations. 

Ironically, the best solution for each issue yielded poor 
solutions for the other issues. Creative compromise was 
needed to find an optimal solution. 

To hide the array from view, it would need to be low profile. That was 
good, since an array with a steeper tilt would mean more wind loading, 
necessitating heavier ballast to keep the array firmly in place without roof 
penetrations. A low tilt would be subject to less wind loading, and require 
less ballast, thus minimizing additional weight on the roof. 

A couple of 90° elbows and two short pieces of plastic vent pipe were 
used to reroute the vent. If the design choice had been parallel-to-roof 
modules, placed end-to-end and side-to-side, the only option would 
have been to leave out a module to accommodate the vent. 

The goal was to offset as much of my electricity use as possible. While 
the greatest number of modules could be fit on the roof in a parallel-to- 
roof array, its energy production would have be 86% of the maximum 
attainable with an array at an “optimal” tilt (33°). A compromise—tilting 
the modules at 10°, with three rows of modules carefully placed to avoid 
shading each other—would yield about 94% of “optimal” production. 

Enphase microinverters, which pair one inverter per module, were 
used to reduce array performance losses due to shading from the 
chimney and neighboring tree. Shading from the chimney will be 
resolved by its removal after a direct-vented, high-efficiency gas furnace 
is installed. Because of chimney shade, two modules are producing 
less than their neighbors. By using microinverters, only the individual 
module’s performance—not an entire string’s output—is affected. 


Enphase’s Web-based Envoy monitoring system shows early-morning 
shading (black modules) from the chimney. When the chimney is removed, 
the shaded modules’ production will return to normal. 


Courtesy Andy Kerr (3) 


Overview 


Project name: Serrulata 

System type: Batteryless grid-tied PV 
Installer: Astrum Solar 

Date Commissioned: May 1, 2009 
Location: Washington, DC 

Latitude: 38.89°N 

Resource: Solar, 4.7 peak sun-hours 
System capacity: 3.0 kW STC 

Average annual production: 3,609 kWh 
Average annual utility bill offset: 71% 


Equipment Specs 
Number of modules: 17 


PV manufacturer & model: Suntech 
STP175S-24 


Module rating: 175 W STC 


Inverters: 17 Enphase Energy M190 
microinverters 


Inverter rated output: 190 W per inverter 
Array installation: Roof 

Roofing material: Rubber membrane 
Array azimuth: 180° 

Tilt: 10° 
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At the time, the District of Columbia was offering a very 
enticing rebate of $3 per installed watt. Solar renewable energy 
credits were also of at the high end of their fluctuating market 
price, equipment prices had dropped, and installation rates were 
competitive. Combining these factors with the 30% federal income 
tax credit, the combination of government and market incentives 
would result in a simple payback on this PV system of 1.3 years. 
Further adding to the overall efficiency is a new furnace 
that uses less electricity and its new blower, which will make 
the air-conditioning more efficient. Adding better-insulated, 
new windows (which will also open easier to facilitate natural 
cooling) will also reduce electrical loads, allowing the home to 
get closer to—and maybe achieve—net-zero electrical energy. 
—Andy Kerr 
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Sun Xtender® Batteries are manufactured with the 
same design used in Concorde Battery Corporation's 
premium quality aircraft batteries installed by 

aircraft manufacturers and adopted by military 

air forces worldwide. 


For both grid tied and off grid systems, Sun Xtender® 
batteries are non-spillable and maintenance free. 
Constructed with valve regulated lead acid (VRLA) 
absorbed glass mat (AGM) technology, water 
replenishment and electrolyte checks are never 
required. Copper alloy terminals provide improved 
low resistance electrical connections and are more 
environmentally friendly than industry standard 

lead terminals. 
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& PVX-1290T | 12 Volt 
129 Ah @ 24 hour rate 


PYX-76a07 


«« PVX-7680T | 2 Volt 
768 Ah @ 24 hour rate 


PVX- 1180T (12V), PVX- 1290T (12V), PVX-. 25601 (6V) and 
PVX-7680T (2V) are higher capacity options in the Group 
31 size, developed for more flexibility when designing 
configurations and planning battery bank layout. 


a Thicker plates than the industry standard for excellent 
cycling capability, better float life and extended battery life. 


m Proprietary PolyGuard® microporous polyethylene 
separator around the positive plate and AGM to protect 
against shorts. 


® Robust “over the partition” intercell connections are 
fusion welded for increased strength and lower resistance, 
in contrast to commonly used spot welds that are often 
a weak point and source of resistance. 


= Durable battery cases and covers are made of a thick 
walled polypropylene for excellent impact resistance at 
extreme low temperatures and bulge resistance at high 
temperatures. 


= Sun Xtender® batteries are crafted for quality in the U.S.A. 
and ship Hazmat exempt. 
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renewable energy tips & tricks 


Determining PV Array 
Maximum system Voltage 


PV modules, inverters, disconnects, wiring, and overcurrent 
protection devices are rated to handle only so much voltage. 
Equipment used for residential and commercial PV systems 
in the United States is rated up to 600 VDC, so it is important 
to make sure a PV array is configured so that this 600-volt 
rating is not exceeded. 

In cold, sunny conditions, array voltage will increase— 
you'll need to account for this when designing your system 
so the voltage stays below the limit. That involves some math, 
and knowing the lowest expected ambient temperature at 
your site. 

NEC Article 690.7 dictates that if the PV module 
manufacturer provides a temperature coefficient of open- 
circuit voltage (TkVoc), it must be used in the calculation. 
This coefficient tells us how much a module’s voltage will 
increase per °C below the standard test condition (STC) of 
25°C. The temperature coefficient will be listed in volts per °C; 
millivolts (mV) per °C; or as a percentage per °C. Most module 
manufacturers provide this data in their 
module specification sheets. 


If a module has a TkVoc of -0.120 ene 


-0.36% per °C, and is located in Albany, New York. The 
extreme minimum temperature for this location is listed as 
-23°C. This is 48°C lower than the STC temperature. 


-23°C - 25°C = -48°C 


Using this value, along with the TkVoc, results in a 
module voltage increase of 6.38 volts (48°C x 0.133 V = 6.38 
V). That means our maximum module Voc is now 43.28 V. 


36.9 V + 6.38 V = 43.28 V 


Now that the module voltage has been “adjusted,” multiple 
it by the number of modules in series to determine the maximum 
system voltage. If our array consists of 12 of these modules in 
series, the resulting maximum system voltage is 519.4 volts, 
which is under the 600-volt limit. However, if we had 14 of these 
modules in series, the 600-volt limit could be exceeded (43.28 V 
x 14 = 605.9 V) given this location and these modules. 

—Justine Sanchez 
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V per °C this means that, for each °C 
below 25°C, the module voltage will 
increase by 0.120 volts. If you have a 
module with a TkVoc given in % per 
°C, multiply this TkVoc by the module’s 
open-circuit voltage (Voc). A module 
with a Voc of 36.9 volts and a TkVoc of 
-0.36% per °C will have a 1.333 voltage 
increase for each degree below 25°C. 
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0.0036 x 36.9 V = 0.133 V 


Cambridge 


Once we have this calculation, we sute Fores ® 
must determine the lowest expected 
ambient temperature. The 2011 
NEC points us to “Extreme Annual 
Mean Minimum Design Dry Bulb 
Temperature” found in the ASHRAE 
Handbook—Fundamentals. If you don’t 
have access to that handbook, this 
“extreme min” temperature data is meee : 
now listed for many locations at www. f a >) LY ees POS Pe ay 
solarabcs.org/permitting /map /. Be wasnt | 
Let’s assume our array uses modules 
with a Voc = 36.9 volts and a TkVoc = 


ALBANY COUNTY AP 


Elev. | High Temp | Distance above roof [Extreme 


3.5" [| 12" | Min 
48 °c | 45 °c | -23 °C 


2% Avg.| 0.5" 
a 31°C 53°C 
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Take a vacation from the grid 


Whether you're powering a single remote cabin or providing electricity for an entire village, the 
SMA Sunny Island solar inverter is the solution to your off-grid and battery back-up needs. The 
Sunny Island series was designed for AC coupled applications and can be used independently 
or together in parallel for easy expansion. Industry-best efficiency, robust surge capabilities and 
exceptional reliability assure unmatched performance. See why the Sunny Island is the gold 
standard in off-grid and battery management systems. 


The Sunny Island. Ask for it by name. 


The Future of Solar Technology 


EV Upgrade 

My converted electric GMC Sonoma pickup 
was featured in the article “Born To Be 
Wired” in HP122. | recently changed my 
lead-acid (L-A) batteries for a lithium-ion (Li- 
ion) battery pack, and think your readers will 
be interested in the results. 


In 2007, at the time of the original conversion, 
knowing the advantages of Li-ion, | checked 
on the price of these batteries. The cost would 
have been about $75,000, considerably 
beyond my budget. Instead, | used 24 6-volt 
240 Ah flooded L-A golf-cart batteries (Trojan 
T-145), which cost about $3,300 (a good 
price at the time). | expected the batteries to 
last five years. 


| only got about half the expected life from 
the batteries, mostly because | was out of 
town often, and unable to properly monitor 
or maintain the batteries. Several times, | let 
the electrolyte fall below the top of the plates, 
and | was initially unaware that the charger 
| selected was overcharging the batteries 
(which accelerated electrolyte evaporation). 
As the battery capacity diminished and the 
vehicle became less usable, | ended up 
leaving my beloved project unused in the 
carport until this past spring. 


Rising gas prices and more instability in the 
Middle East prompted a renewed interest 
in my EV. Realizing that my unpredictable 
schedule was still incompatible with regular 
battery maintenance, | decided to investigate 
Li-ion batteries again. | was pleased to 
find that the price had fallen significantly, 
to about $1.25/Ah/cell (Li-ion cell voltage 
is about 3.3 V). | choose Manzanita Micro 
as my source of batteries, and purchased 
48 200 Ah Winston lithium iron phosphate 
(LiFePO4) cells arranged in 12, 12-volt 
batteries (about 144 V total) for $12,000. 
Fortunately, Washington state exempts EV 
conversion components from sales tax, 
which eased the price. 


One aspect of Li-ion batteries is that they 
need a battery management system 
(BMS) to ensure that each cell is equally 
charged. Otherwise, some cells can 


Courtesy Randy Richmond 


36 


letters from readers 


become overcharged, while others remain 
undercharged, which leads to premature 
battery failure. So | also purchased Manzanita 
Micro’s BMS for an additional $3,200. 


The result of changing to Li-ion has been 
dramatic. Here is a comparison of the before 
and after values: 


EV Batteries: L-A vs. Li-ion 
Lead- Li-ion 


Factor Acid (W/BMS) 
Cost $5,000 | $15,000 
Maximum depth of 50% 100% 
discharge (%) 
Size of battery pack (kWh) 37 28 
Usable stored energy (kWh) 18 28 
Battery area required (ft.) 12.3 9.5 
Battery weight (Ib.) 1,730 960 
Vehicle weight (Ib.) 5,000 4,200 
Driving range (miles) 30 - 40* 75 
Acceleration, 0 to 60 mph} 35 21 
(seconds) 
Wh per mile (approx.) 750 400 


* Driving range affected in cold weather. 


In addition to these measurable 
improvements, there have been several 
more subjective improvements. Compared 
to L-A batteries, my new batteries provide 
more stable power through nearly the entire 
discharge curve, they can be discharged 
much more deeply without any significant 
reduction in longevity, their capacity is 
affected very little by cold temperatures, and 
their capacity isn’t affected by sitting idle for 
several days. | have found switching to Li- 
ion batteries well worth the extra initial cost. 
With Li-ion’s 3,000- to 5,000-cycle life, the 
total cost of ownership should easily be less 
than | had with L-A. 


Randy Richmond ¢ Woodinville, Washington 


Grid Parity 

Thanks for the article on grid parity in HP145, 
and the spreadsheet for calculating the 
present value of the two options. However, 
| think the example is overly conservative, at 
least for my location and situation. 


| am a PV systems installer in northern 
California. My average installation cost 
is about $4.50 per watt (or less). This is 
considerably lower than the $5 per watt 
estimated in the spreadsheet. | use inverters 
that are guaranteed for 25 years, so there 
is not a midlife replacement cost. | have 
had numerous discussions with Sandia 
concerning system degradation over time 
and they claim to measure about 0.5% to 
1% over the first two or three years, and 
very little or no loss after that. Therefore, an 
estimated degradation of 1% a year is much 
larger than historical measurements indicate 
(it is the normal guarantee, but not the normal 
performance). The estimated tree trimming 
or maintenance costs seem excessive for 
most installations (but these costs are minor 


and don’t impact the outcome very much). In 
my utility district, the average electrical cost 
is currently about $0.25 per kWh (depending 
upon many variables such as time of use, 
tiered use, baselines, etc.). Also, my utility 
(PG&E) has been increasing electrical power 
costs by almost 7% a year for the past 30 
years and shows no signs of slowing that 
rate. My guess is that it will increase even 
faster than 7% over the next 25 years. 


Using values that apply to my location, | 
calculate that the present value of the solar 
electricity is $45,000 whereas the utility power 
is $126,000—almost three times as much. 
In addition, the spreadsheet assumes that 
the value of the solar equipment immediately 
goes to zero, which is obviously not the case; 
in fact it increases the overall value of home 
by more than the installation cost. 


Adding the value of the federal tax credit 
brings the present value of the solar- 
electric system down to about $30,000— 
versus $126,000! | think the question is a 
no-brainer—solar electricity is much less 
expensive than grid electricity. Grid parity 
was reached long ago. 


Charles Hoes * Zamora, California 


Wow! I can see why California is so far ahead 
of the rest of the country with regards to 
solar energy system demand. It must be 
great to be an installer there! 


| chose the New Jersey example simply 
because it is what I’m most familiar with—it’s 
where | live. But the main point of the article 
is that there are many variables, and anyone 
can just plug theirs into the calculator and 
calculate it: 


e If you’re paying for a high-quality 25-year- 
warranteed inverter, you can zero out that 
item in the maintenance section. 


e If you have no trees anywhere near your 
house, you can zero that out. 


e If efficiency losses are only 0.25% per 
year on average, adjust that variable 
accordingly. 


The question of how fast the price of grid 
electricity will rise versus normal inflation is 
an interesting one. In the example, | assumed 
it would, on average, outpace inflation by 2% 
per year. While this has been true nationally 
since 2004, prior to that it was slower, and 
sometimes it was even less than inflation 
(such as from 1983 to 1998). Again, your 
own guess for your own local situation can 
be plugged into Variables 12 and 13. 


As to the federal subsidy, | intentionally left 
that out, since the article is about comparing 
the cost of solar to the cost of grid electricity 
without any government subsidies. But if you 
want to account for the federal subsidy, it is 
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Our customers will be delighted by 
the clean, finished edges of their 
solar electric system. And you'll spend less 

time on the roof, thanks to SnapNrack’s 
many design-integrated time and money 
savers — innovations like one-wrench-fits- 
all fasteners, a no-ties wire management 
system, universal module clamps, and 
snap-in channel nuts. 


Contact us today to find out how we can 


help you sell more systems with less hassle. 


SnapNrack: 


(805) 540-6999 
www.snapnrack.com 
sales@snapnrack.com 


easy to do: Just multiply the installed cost 
per watt by 0.70. 


Note that the calculator does not assume 
that the value of the modules goes to zero 
immediately. You can assume that their 
value will be zero at the end of 25 years 
(or whatever life cycle you’ve chosen). You 
would then need to account for the cost 
of removing them and disposing of them, 
entering this as a negative number. In the 
example | used, | was able to sell them for 
just enough to cover the cost of removal 
and disposal, so the net cost was zero. If 
you want to assume that you’ll be able to 
sell them for more, just put in the total net 
amount that you think you’ll be able to get 
for them (in today’s dollars and as a positive 
numben), in Variable 14. 


Glad to hear that you are living in “solar 
heaven” out there. I’m confident that the rest 
of the country is heading in that direction! 


Jay Tyson 


Purchase U.S. Batteries 

In recent months, the issue of battery 
manufacturing safety in China has made the 
news headlines. However, it hasn’t made 
as much news in the RE world as | would 
like to see. After | read Kelly Davidson’s 
excellent article last month about recycling, 
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I’m prompted to elaborate on battery 
manufacturing, and why it’s a good idea to 
buy batteries made in the United States. 


The Chinese Ministry of the Environment 
has forced the closure of hundreds of the 
country’s battery manufacturing plants due 
to their poor handling of lead used in making 
lead acid batteries. Lead is very toxic 
and expensive to handle safely, both for 
workers and the environment. For example, 
according to Reuters, China phased out 
583 lead-acid producers, processors, and 
recyclers as of mid-July 2011. The recent 
crackdown covered 1,930 plants, 1,015 of 
which were temporally closed for upgrading. 
That is a staggering number of plants to shut 
down, even for a little while. 


While I’m not against the manufacture of 
batteries or anything else made in China, 
I’m concerned about these revelations. It’s 
a good thing that the Chinese government 
is improving its environmental standards, 
but will these standards be as high as our 
domestic standards, and how long will they 
be in place? What is its commitment? 


Renewable energy is not sustainable as long 
as we prioritize short-term costs over long- 
term environmental goals and workplace 
safety. This includes the manufacture 
of batteries, PV modules, inverters, and 
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DEALERSHIPS 


OUR GLOBAL DEALER NETWORK IS 
GROWING, WITH ELEVEN DEALER- 

SHIPS AND COUNTING IN THE USA, 
AND OVER SIXTY GLOBALLY . VISIT 


POWERSPOUT.COM TO FIND ONE 
NEAR YOU, OR CONTACT US TO 
BECOME A DEALER YOURSELF. 


COMING SOON 


GOT A LOW-HEAD HYDRO SITE BUT 
STILL WANT POWERSPOUT QUALITY 
AND RELIABILITY? 


THE POWERSPOUT LH SERIES IS 
COMING VERY SOON, KEEP VISITING 
POWERSPOUT.COM FOR DETAILS! 


balance-of-system components. As 
equipment gets less expensive, | think it is 
time to consider more seriously where our 
equipment comes from and how it’s made, 
not just its cost at time of purchase. 


There is also the transportation of batteries 
to consider when choosing whether to 
buy American or not. | wonder about the 
embedded energy in a battery that is made 
in China, shipped across the ocean, used in 
the United States, and then shipped back 
to China for recycling. That’s a lot of lead 
getting shipped around the planet. Again, 
wouldn’t it make more sense to manufacture 
and recycle lead-acid batteries here, safely 
and efficiently? 


Jay Peltz « Redway, California 


write to: 


mailbox@homepower.com 


or Mailbox, c/o Home Power 
PO Box 520, Ashland, OR 97520 


Published letters are edited for content 
and length. Due to mail volume, we 
regret that unpublished letters may not 
receive a reply. 
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ET Solar is dedicated to bringing high quality products 
to the US and the globe, including our tailor-made 
modules for various rooftop systems. 
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Tweaking an SHW System 

| recently had a solar hot water (SHW) system installed on my 
house. It is a closed-loop, evacuated-tube system with a heat 
exchanger in the storage tank. The differential control (a Caleffi 
Solar Plus) provides variable pump speed control. Currently, it 
is using factory defaults for the conditions that determine pump 
speed. The system has four temperature sensors and a data 
logger, which help me keep tabs on its function. 


| like the idea of a variable-speed pump because it seems like it 
can add efficiency to an SHW system—just like an MPPT controller 
does to solar-electric systems. That said, | am not sure what 
conditions drive the efficiency of the SHW system. Should the 
control be set for lower flows and higher temperatures, or higher 
flows and lower temperatures? | know there is more heat transfer 
at the exchanger with a higher temperature difference between the 
transfer fluid and tank water, but | am not sure how that balances 
with the collectors’ lower efficiencies at higher temperatures. 


Is there a reference | can use to figure this out? | am not looking for 
specific numbers—more like basic explanations of relationships 
between the parts of the system and what to look for as a sign of 
how well an SHW system is performing. Perhaps it’s something 
like checking transfer-fluid temperature drop across the heat 
exchanger versus the temperature rise at the collector. 


Jack Herndon ¢ Seattle, Washington 


An ideal collector loop of any SHW system would operate at a 
difference in temperature of just a few degrees between the inlet and 
outlet temperatures of the collectors. The higher this differential, the 
more heat is lost to the outside atmosphere. 


This loss is dependent on the outside temperature. Although 
evacuated tubes are more resistant to heat loss, they are not immune 
to it. If you’re seeing a temperature difference of 50°F or greater, your 
system is suffering from a low flow rate problem. A system with a 
20°F difference is much closer to operating at an “ideal” temperature. 


The ideal is a compromise between the lower inlet/outlet differential 
to minimize heat loss, and a high-enough differential to prevent the 
control from short-cycling. Short-cycling will occur with too high of 
a flow rate and will be noticeable—the system will turning on and off 
excessively. Turning on and off is normal in the early morning and 
late afternoon and in cloudy weather, but shouldn’t happen in mid- 
day bright sun. 


Chuck Marken ¢ Home Power solar thermal editor 


Thermostat Dilemma 

Is it more energy efficient to turn off your home’s heat when you’re 
going to be gone all day, or to leave it at a slightly lowered set 
point? | realize that this is likely a complex calculation involving 
volume of space, outside temperatures, building envelope and 
insulation, number of degrees in drop and recovery, elapsed time, 
type and cost of heating fuel, etc. But perhaps there are some 
general rules or simplified formulas that can direct a homeowner 
on the best approach. 


Scott Depew « via e-mail 


Temperature 
Differentials, 
With & Without 
Heat Exchangers 


In systems without 
heat exchangers, 

a low differential is best: 
5°F to 10°F 
between the tank bottom 
and outlet of collector. 


In systems with heat exchangers, 
the differential will be higher due 
to heat-exchange efficiency: 
10°F to 20°F between 
the tank bottom 
and the outlet of collector. 


The short answer is that leaving your thermostat at a very low set 
point will almost always result in lower energy consumption. The long 
answer follows. 


For most residential heating systems, the thermostat controls the 
heating system to maintain the set point (the temperature you set). 
It does this by turning the heating system on and off. As you would 
expect, the room temperature will fluctuate from the set point, unless 
you allow the heating system to cycle on and off very quickly, which 
will prematurely age your equipment. 


During cold weather, your house is continually losing heat to the 
outdoors. It does this in several ways. Heat is lost by conduction 
through the surfaces of the house; warm air exits the house while 
cold air enters (infiltration); and to a lesser extent, your house 
radiates heat outward. Of course, it gets more complicated, since 
your house has a great many parts, each of which have different 
thermal conductivities, thermal capacities, and radiative properties. 


The net effect of all this complicated heat transfer is that a typical 
house will (almost always) lose more heat when the inside temperature 
becomes higher relative to outside. | say “almost always” because 
it’s possible to have net heat gain on a cold day if it’s very sunny, and 
your house is well-insulated and sealed. 
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Simple, Clean & Reliable. 


U.S. Batkery’s American 
Mace batteries have 
been energizing the 
industry since 1926, 


You) = attery 


4 
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see our entire Line of American made products ak: www. .USBATTERY.com ‘Se PROUDLY MADE IN THE U.S.A. 
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Programmable thermostats make it easy for homeowners to save 
energy and still come home (or wake up) to a comfortable house. 


Another effect that we should discuss is how your furnace or boiler 
delivers heat to your house. Most furnaces and boilers run either at 
full fire or off. When the combustion cycle starts, a certain amount 
of heat is used to warm up the heat exchanger and the duct or 
pipes. When the furnace or boiler shuts off, much of this heat will 
be lost. (Having your ducts taped and insulated will help minimize 
this.) Any energy-saving strategy should also try to minimize the 
cycling of your heating system. 


The most energy-saving alternative is to let your house become 
as cold as possible while you’re not home. What’s “as cold as 
possible”? 


Don’t allow anything fragile (water pipes, for example) to freeze. 


Allow just enough time for your heating system to bring the house 
temperature to its set point the moment you walk in the door. 


But wait, there’s another complication. Even though the air 
temperature in your house may be at the perfect set point, you may 
feel less comfortable under these conditions. That’s because the 
surfaces in your house will probably be colder than if you had left 
the temperature set point higher. Cold surfaces will make you feel 
colder—not just because of touch (conduction), but also because 
of radiation. 


The strategy of saving energy by allowing your house to drop 
in temperature while it’s unoccupied makes perfect sense. 
Programmable thermostats can “learn” how fast your house heats 
up and bring the temperature to the set point with little cycling. 
Also: Web-enabled thermostats, where you can access your home 
system from any Internet-connected computer, offer even more 
convenience for people with varying schedules. 


Neil Smith ¢ www.hvacquick.com 


Pump Advice 

Over the past three years, my wife and | have done significant 
upgrades to our home’s passive systems (insulation, windows, 
siding, roofing, etc.). We’ve retrofitted lighting with better bulbs; 
replaced old, inefficient appliances with new, high-efficiency ones; 
installed a geothermal heat pump for space heating and cooling, 
and water heating; and we’ve added a grid-tied solar-electric 


system. Overall, our results have been great, and we’re enjoying 
the home. 


One energy hog that we have not addressed is the submersible 
well pump that is used for house and irrigation water supply. The 
pump is about 25 years old and will need to be replaced at some 
point. Can you help me with references, or even recommendations, 
on high-efficiency AC well pumps? I’d like to do some research in 
advance of the ultimate failure of the current pump. 


Paul Speer ¢ Vancouver, Washington 


You are wise to plan ahead. As Murphy’s Law dictates, your 25-year- 
old well pump will surely fail during a drought or a major holiday. 
If your pump is inefficient, either it is worn, or it was not optimally 
chosen by the original contractor. Pumps are like shoes—they come 
in many sizes. But pump suppliers often keep a limited number of 
sizes in stock, and don’t always fine-tune their choice for the most 
efficient match to your specific situation. 


Your well pump produces pressure using centrifugal force. It 
contains a stack of hollow discs called impellers. A specific amount 
of pressure is needed to produce the vertical lift and the pressure for 
distribution. To be on the safe side, a contractor often picks a model 
with an excess of impellers (usually called “stages”). A high number 
of impellers has high friction, and a lower efficiency than a pump that 
is optimally chosen for energy efficiency. 


To optimize your pump choice, you’ll have to specify the lift and 
flow requirements as best you can. You will need the data on your 
well. That may be from the original driller’s record, or the record 
of any later testing that may have been done. If you don’t have 


Pumps should be matched as closely as possible to the 
lift and flow requirements of your application. 
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Big wave surter. 
SolarWorld Authorized Installer. 


Work-life balance achieved 


Kohl Christensen, Oahu, Hawaii 


“| have been traveling to remote 
locations on surf trips for years 
and now, after becoming a solar 
contractor and teaming up with 
SolarWorld, it feels really good 
to be able to travel back to these 
spots and share some of my 


knowledge... |am glad {can help.” 


Partnering with America’s largest 
solar panel manufacturer allows 
Kohl to chase big waves and 


spread his passion for solar. Find 


out how becoming a SolarWorld souaRdon 


Authorized Installer can help you J ate 4 re Poa ' 
achieve a work-life balance at hy ny “ - 

; ee : _ Authorized Installer 
SolarWorld.com. f Cag he a9 4 


the driller’s record, contact your state office 
of groundwater resources. It is probably 
recorded there. You want to know the depth 
to the water-bearing portion of the well, and 
the recovery rate of the well. That’s much 
more important than the overall depth of the 
hole, because the pump’s performance is 
influenced by the water level in the well. 


Also observe the pressure range that’s used 
by watching your pressure gauge. (If you 
have more pressure than is needed, you 
can save money by adjusting the pressure 
switch to a lower setting.) Finally, estimate 
your maximum water flow requirements. For 
a single-family home, 10 gallons per minute 
(gpm) is a typical minimum. 


To choose a pump, look at its performance 
curves (graphs), and pick one that works 
for your lift, pressure, and flow rate. If the 
efficiency curve is near its peak at that point, 
you have made a good choice. (It doesn’t get 
much higher than 30% for conventional well 
pumps.) If your local pump contractor will 
not help you do this research, ask another 
one, or find the manufacturer’s curves 
yourself. Efficiency does not vary much from 
one manufacturer to another, by the way. 
Favor those brands that local contractors 
install, since you'll likely be relying on them 
to troubleshoot the system, should the need 
arise later on. Given the choices between a 
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“2-wire” or “3-wire” pump, get the 3-wire 
version. It requires a much lower power 
surge upon starting. A control box for your 
pump indicates that it is a 3-wire pump. (You 
will see four wires going to the well, because 
the ground wire is not counted.) There are 
also some new technologies in well pumps. 
You can eliminate the starting surge by 
using an electronic variable-speed pump 
(such as the Grundfos SQ and SQE series). 
People with very deep or low-production 
wells are using helical-rotor pumps (instead 
of impellers) to save a great deal of energy 
(examples are Grundfos SQF and Lorentz 
pumps). These technologies have been a 
breakthrough for off-grid wells that run on 
solar electricity only. 


Before you replace your old pump, | suggest 
you make a simple observation. Stand near 
your water system so you can hear the 
pump operate. Open a faucet so the water 
pressure drops and the pump starts, and 
then close the faucet. Record the time it 
takes until the pump stops. Also, write down 
the pressures at which the pump “cuts in” 
and “cuts out.” If the pumping time is less 
than a minute, you may have an undersized 
pressure tank; or the pump may be faulty 
or not adjusted (pre-charged) properly. You 
want to avoid frequent start/stop cycling 
because it requires more energy and 
reduces reliability. 


“Lighthousesolar’s 


On the other hand, if the pressure gauge just 
hangs there and it takes “forever” to reach 
the point where the pump stops, then you 
have a worn pump, or a pressure setting 
that’s too high. You can find instructions on 
the Internet for servicing pressure switches 
and tanks. Most plumbers are not trained 
in pump service, so if you need help, it 
may be best to ask your local well service 
contractor. 


You can download a short textbook on 
water system fundamentals at www.goulds. 
com/GP-Product-ID-300.asp. And _ finally, 
conserving water is conserving energy, so 
keep that in your whole-system perspective. 


Windy Dankoff * Founder (retired), 
Dankoff Solar Pumps 


write to: 


asktheexperts@homepower.com 
Published letters are edited for content 
and length. Due to mail volume, we 
regret that unpublished letters may not 
receive a reply. 
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3 Lighthousesolar Franchising Company 


exceeded our expectations. The franchising staff is 
extremely knowledgeable and professional. Their 
training program teaches you everything you need 
to confidently start your business and the amount of 
ongoing support we've received has allowed us to 
focus on building our business. Simply put, we see 
ourselves as partners with some of the best people 
in the industry.” 


Join our Growing Network of 
Successful Franchise Partners! 


The Benefits are Clear 


* Established National Brand 
* Proprietary CRM/Proposal Software 
* Comprehensive Training 

+ Reduced Barriers to Market Entry 
* Turnkey Solar Business Platform 
Manufacturer Direct Pricing 


Bill Wallerstein - Lighthousesolar Westchester, NY 
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AC MODULES 
OWERED 


BY SOLARBRIDGE 


MAKING SOLAR POWER SIMPLE, AFFORDABLE AND RELIABLE. 


Easiest installation. AC modules come with SolarBridge Pantheon™ microinverters already installed, cutting 
field installation time by 20 percent or more. 


Highest energy harvest. Get more energy out of shady conditions and challenging roof structures. Pantheon’s 
module-level maximum power point tracking (MPPT) improves energy harvest up to 25 percent. 


Reliability built in. Pantheon’s thermally efficient design eliminates life-limiting components, using highly reliable 
film capacitors and other long-life components to enable the industry’s first full 25-year warranty. 


Learn more about SolarBridge Pantheon microinverters at solarbridgetech.com/built4life 


“The SolarBridge AC Module System offers greater design 
flexibility and faster installation over other inverter solutions.” 


Jono Stevens, VP Operations, Cobalt Power Systems 


A odules are similar in technology, warranty, and 
\ price, but some will prove a better choice than 
I \others. Module prices have steadily decreased (see 
“and Cost” sidebar), making them a smaller percentage of 
overall installed system cost—but modules are still expensive. 
And, as a long-term investment, reliable energy production 
is critical. 

Unfortunately, there isn’t any national board that 
certifies PV module quality and performance ratings. Though 
modules must meet Underwriters Laboratories (UL) 1703 
standards for quality to be installed in systems subject 
to inspection, most of the performance data is provided 
by the manufacturers themselves. The California Energy 
Commission (CEC) attempts to fill this void through its list of 
approved equipment eligible to receive rebates. 

We have reviewed the CEC database for compliant 
modules, collected their module data sheets, and verified 
the information with the module manufacturers. The result 
is a list of more than 830 modules from more than 50 
manufacturers (available in its entirety at www.homepower. 
com). Manufacturers excluded were those without U.S. sales 
and distribution offices (customer service is important); 
those that only make thin-film modules (found mainly in 


large commercial and utility-scale systems); and modules 
smaller than 175 W (since larger modules are dominating the 
residential market). 

For more details on deciphering module spec sheets, see 
“Understanding Module Specifications” in HP145. Keep in 
mind that specifications are subject to change—consult the 
manufacturer for the latest data. 

The following information will help you make an informed 
decision about which module is right for your system. This is 
not an article about the “best module,” nor even a “top 10” 
of modules, but rather a discussion of the features and specs 
of many modules that can work for different applications. 
Which module to select will depend upon the priorities of 
installers and end users, specific installation considerations, 
system applications, and expectations. 


See our complete list of modules in the spreadsheet at 
www.homepower.com/webextras “ 
a © 
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Module model names __ typically 
correspond to their rated power at 
standard test conditions (STC)—their 
output under 1,000 W/m2 of sun 
intensity and a 25°C cell temperature. 
If there is a “225” in the model name, 
the module most likely has a nameplate 
rating of 225 W. 

Module rated power has steadily 
increased over the years. Fifty-five 
W (and smaller) modules were once 
common; they gave way to 85, 110, 
and then 150 W modules. The trend 
continues, with most of the modules on 
our list rated at 200 W or greater (the 
average size of all the modules on the list 
is 236 W); only 30 on the list are rated at 
300 W or more, and only three are rated 
at 400 W or more—all three are made by 
the same manufacturer, Grape Solar. 


4 
4 
4 


© 60 G0 G0 G0 GO 0 CFO G0 60 
© OF OO OO OO OO OO OO OO OO 
© GO GO G0 GO GO GO GO GO oo 
© OO OO OO OO OO OO OO OO OO 
© G0 60 G0 G0 GO GO G0 G0 610 
© OO OO OF OO OO OO OO OO OO 


Power Range (W STC) # of Modules 


175 - 199 121 

200 — 224 155 

225 — 249 318 

250 — 274 77 

275 — 299 133 

300 — 324 24 

325+ 6 Series String: 

Topher Donahue 60 cells in series, for 30 VDC nominal 
Module size is creeping up, with both pros and cons: PV cell size determines the cell’s amperage—the larger 


A 96-cell, 410 W Grape Solar module (left) is almost 6.5 feet tall 
and more than 27.5 square feet, compared to a more common 
72-cell, 230 W module (right) at about 17.5 square feet. 


the cell, the more photons of sunlight it can intercept and the 
more current it can produce. Square 6-inch cells are the largest 
used in normal commercial production of crystalline silicon 
modules. Each cell can produce 8 amps or more, and each 
operates at about 0.5 Vmp. Wiring 96 of these cells together 
in series in one module produces approximately 48 V (96 x 
0.5 VDC = 48 V), resulting in a 384 W module (8 A x 48 VDC 
= 384 W). The highest-power module listed on the table is 
410 W, the result of 96, 8.15 A, 0.524 V cells wired in series for 
a module voltage of 50.3 Vmp. 

Larger modules mean fewer modules to install for the 
same power output. Instead of 20, 200 W modules, 10, 400 W 
modules can be used. Fewer connections required between 
modules can improve system reliability. However, higher- 
voltage modules also can constrict system design options in 
residential applications, where arrays are limited to 600 VDC 
(see Methods in this issue). 

Larger modules are a handful—the six largest modules on 
our list each measure 6 feet 5 inches by 4 feet 3.5 inches, weigh 
more than 78 pounds, and require two people to move. This 
compares to a typical 230 W module, which may be about 5.5 
by 3.25 feet, and weighs about 45 pounds. 


www.homepower.com 


PV 2012 


awe 


48 


Module Type 


Monocrystalline modules are the most efficient PV technology 
commercially available, and can convert sunlight to electricity at 
an efficiency of up to about 20%. Highly purified silicon and large 
amounts of heat are used to make a cylindrical ingot, from which 
cells are sliced. This cutting results in significant kerf waste, as 
some of the crystal is turned into dust. Additional cutting occurs 
when square cells are hewn from the middle of what is originally 
a round ingot. Diamond-like spaces between the corners of cells 
are typical of monocrystalline modules. But any blank space on 
the module’s surface lowers its overall efficiency (W per ft.2), 
regardless of how efficient the PV cell technology is. 


veel 


Mono- 
crystalline 
Ben Root 


Polycrystalline modules have cells that are also cut, but from 
a large cast ingot that requires less energy to manufacture. 
However, cells produced this way are about 4% less efficient than 
monocrystalline. Often, the polycrystalline structure is evident in 
appearance, with cells having a much more heterogeneous 
pattern. Because the cells can be cut into squares, there is 
much less blank space between the cells, which can narrow the 
efficiency gap between mono- and polycrystalline modules. In 
some cases, it can be difficult to distinguish between the spacing 
between cells and the conductors that run up and down the 
cells, connecting them together. 


ain = Poly- 
=a: ~~ crystalline 
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Other Available Cell Technologies 


Mono a-Si (hybrid monocrystalline amorphous silicon) modules 
by Sanyo 


UMG (upgraded metallurgical-grade silicon) made by Canadian 
Solar, which now offers a 25-year linear performance warranty 
(see below) 


Thin-film silicon modules are not listed, as they are primarily 
used in utility-scale installations. They usually cost less per watt, 
but are much less efficient, and thus require more space and 
mounting structure to install an array of the same rated power. 


Module Efficiency 

When two modules of the same dimensions are exposed to 
the same sunlight intensity, the more-efficient one will yield 
more watts per square foot. Thus, module efficiency and rated 
power per square foot are closely related. 

Watts per square foot is easy to calculate—divide the 
module’s rated power by its dimensions in square feet. For 
example, a 250 W module that measures 40 inches by 65 
inches (18.06 ft.2, 40 in. x 65 in. + 144 in.2/ft.2) produces 13.84 
W per square foot (250 W + 18.06 ft.2). 

Efficiency is calculated based on the nameplate power 
rating of a module, which what it produces when subject to 
1,000 W per m2, called “full sun.” Calculating the module 
size in square meters means a ratio can be made to calculate 
efficiency (1 ft.2 = 0.0929 m2). The 250 W module that makes 
13.84 W per ft.2 is just a little less than 15% efficient: 


18.06 ft.2 x 0.0929 = 1.678 m2 
250 W + 1.678 m2 = 149 W per m2 
149 W per m2 + 1,000 W per m2 = 0.149 = 14.9% efficient 


More than 530 of the modules on our list are at least 14% 
efficient; the field narrows to about 140 modules that boast 
at least a 15% efficiency rating; only 20 modules have an 
efficiency of 16% or more. 

No matter how you slice it, SunPower modules are tops 
in both efficiency and watts per square foot. The company’s 
monocrystalline silicon modules feature high-efficiency cells 
and use back contacts, eliminating the traces and conductors 
between cells that appear on the front of most modules and 
which block photons from sunlight. This translates to more 
surface area, more current, and more power per square foot. 

Using efficient modules can be particularly effective when 
space is limited. However, if it costs too much, the bit of extra 
efficiency may not be worth it. Selecting modules based on 
cost—“dollars per watt”—frequently trumps efficiency when 
there is enough space for the array. 


Mu 


Selecting modules based on cost—"dollars per watt 
frequently trumps efficiency when there is enough space 
for the array. 


SunPower’s 318-watt module 
offers 19.5% efficiency— 
top of the industry, but at a 

premium price. 
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High-Efficiency Modules 


Model Cell Type Module Effic. (%) 


ecoSola TOY www.ecosolargy.com 


SDM-170/(185)-72M Mono 16.50 
ECO315S156P-72 Poly 16.30 
ECO310S156P-72 Poly 16.10 
ECO260S156P-60 Poly 16.00 
SDM-170/(180)-72M Mono 16.00 
Gra pe Sola l www.grapesolar.com 

GS-S-410-Platinum Mono 15.99) 
LS205-72M-J Mono 16.06 
HIT-N225A01 Mono, a-Si 17.80 
HIT-N220A01 Mono, a-Si 17.40 
HIT-215NKHA1 Mono, a-Si 17.10 
HIT-210NKHA1 Mono, a-Si 16.70 
HIT-205NKHA1 Mono, a-Si 16.30 
HIT-195DA3 Mono, a-Si 16.10 


S un Powe l www.sunpowercorp.com 


SPR-318E-WHT-D Mono 19.50 
SPR-315E-WHT Mono 19.30 
SPR-310E-WHT Mono 19.00 
SPR-308E-WHT-D Mono 18.90 
SPR-305E-WHT Mono 18.70 
SPR-230E-WHT Mono 18.50 
SPR-225E-BLK Mono 18.10 


Power Tolerance 

Unfortunately, the saying, “you get what you pay for” doesn’t 
necessarily hold true when you're paying dollars per watt for 
PV modules. That’s why you need to pay attention to power 
tolerance, the percentage that the actual power output of a 
module can vary from its STC rating. 

For example, a 200 W module with a +/-5% power 
tolerance may produce anywhere from 190 to 210 W at STC. 
Product lines that are often differentiated in 10 W increments 
become blurred when the 210 W version of the same module 
may test between 200 W and 220 W. About 400 modules on 
our list have the most common power tolerance of +/-3%. 

More than 350 of the modules listed have positive-only 
power tolerance, which means that the module will produce 
at least its rated power at STC, if not a little bit more. Nearly 
75 on the list have a power tolerance of +5/-0% or better, 
including modules by Kyocera, Perlight Solar, Schiico, Solon, 
Suntech, Sanyo (+10/-0%), and Schueten Solar. 


Product lines that are often differentiated in 10 W increments 
become blurred when the 210 W version of the same module 
may test between 200 W and 220 W. 


Sanyo’s HIT 
series offers a 
+10% (no minus) 
power tolerance. 


PV 2012 


Courtesy Sanyo 


High Power-Tolerance Modules 


Model 


STC 
Cell Power 
Type (W) 


PTC 
Power 


(W) 


Power 
Tolerance 


BP Sola . www.bpsolar.com 
BP 4190T 


Mono 


190.0 


172.0 


+5/-0 


BP 4185T 


Mono 


185.0 


167.3 


+5/-0 


Kyoce ra Sola l www.kyocerasolar.com 


KD245GX-LPB-ZT Poly 245.0 ZAI +5/-0 
KD240GX-LPB-ZT Poly 240.0 217.3 +5/-0 
KD235GX-LPB-ZT Poly 235.0 212.6 +5/-0 
KD215GX-LPU-ZT Poly 215.0 194.4 +5/-0 
KD210GX-LPU-ZT Poly 210.0 189.8 +5/-0 


Pe rl i fe | ht NYe) | OF www.perlightusa.com 


PLM-305M-72 


PLM-300M-72 


PLM-295M-72 


PLM-290M-72 


PLM-255M-60 


PLM-250M-60 


PLM-245M-60 


PLM-240M-60 


PLM-185M-72 (PLM-5B-185M) | Mono 185.0 161.5 +5/-0 
PLM-175M-72 (PLM-5B-175M)| Mono 175.0 149.8 +5/-0 
PLM-290P-72 Poly 290.0 258.4 +5/-0 
PLM-285P-72 Poly 285.0 253.8 +5/-0 
PLM-280P-72 Poly 280.0 249.3 +5/-0 
PLM-275P-72 Poly 275.0 244.7 +5/-0 
PLM-270P-72 Poly 270.0 240.1 +5/-0 


www.homepower.com 
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High Power Tolerance, cont. 


Model 


STC 
Cell Power 
Type (W) 


PTC 


Power 


(W) 


Power 
Tolerance 


Perlight Solar, CONT. www.perlightusa.com 


PLM-240P-60 (PLM-6B-240P) Poly H i 

PLM-235P-60 (PLM-6B-235P) Poly 235.0 | 210.9 +5/-0 
PLM-230P-60 (PLM-6B-230P) Poly 230.0 | 206.4 +5/-0 
PLM-225P-60 (PLM-6B-225P) Poly 225.0 | 197.4 +5/-0 
PLM-220P-60 (PLM-6B-220P) Poly 220.0 | 190.7 +5/-0 
PLM-215P-60 (PLM-6B-215P) Poly 215.0 | 187.3 +5/-0 
PLM-210P-60 (PLM-6B-210P) Poly 210.0 | 181.7 +5/-0 
PLM-205P-60 (PLM-6B-205P) Poly 205.0 | 176.2 +5/-0 


Sa NYO www.us.sanyo.com 


HIT-195DA3 Mono, a-Si 195.0 181.1 +10/-0 
HIT-N225A01 Mono, a-Si 225.0 204.4 +10/-0 
HIT-N220A01 Mono, a-Si 220.0 204.4 +10/-0 
HIT-215NKHA1 Mono, a-Si 215.0 199.6 +10/-0 
HIT-210NKHA1 Mono, a-Si 210.0 194.9 +10/-0 
HIT-205NKHA1 Mono, a-Si 205.0 190.2 +10/-0 
we h euten Sola l www.scheutensolar.com 

P6-54 205W Poly 205.0 184.3 +10/-0 
P6-54 200W Poly 200.0 179.7 +10/-0 
P6-54 195W Poly 195.0 175.1 +10/-0 
P6-54 190W Poly 190.0 170.5 +10/-0 


Sc h UCO www.schueco.com 


MPE 230 PS 09 Poly 230.0 | 208.8 +5/-0 
MPE 225 PS 09 Poly 225.0 | 204.1 +5/-0 
MPE 220 PS 09 Poly 220.0 | 199.5 +5/-0 
MPE 215 PS 04 Poly 215.0 | 197.0 +5/-0 
MPE 210 PS 04 Poly 210.0 | 192.3 +5/-0 


NYe) lon www.solon.com 


SOLON Blue XT 285 Poly 285.0 | 254.9 +5/-0 
SOLON Blue XT 280 Poly 280.0 | 250.3 +5/-0 
SOLON Blue XT 275 Poly 275.0 | 245.7 +5/-0 
SOLON Blue XT 270 Poly 270.0 || 241.1 +5/-0 
SOLON Blue 235 Poly 235.0 | 210.6 +5/-0 
SOLON Blue 230 Poly 230.0 | 206.0 +5/-0 
SOLON Blue 225 Poly 225.0 | 201.4 +5/-0 
SOLON Blue 220 Poly 220.0 | 196.8 +5/-0 
SOLON Black XT 295 Mono 295.0 | 259.9 +5/-0 
SOLON Black XT 290 Mono 290.0 || 255.3 +5/-0 
SOLON Black XT 285 Mono 285.0 | 250.8 +5/-0 
SOLON Black XT 280 Mono 280.0 | 246.2 +5/-0 
SOLON Black 245 Mono 245.0 | 217.4 +5/-0 
SOLON Black 240 Mono 240.0 | 212.8 +5/-0 
SOLON Corvus 240 Mono 240.0 | 210.0 +5/-0 
SOLON Black 235 Mono 235.0 | 208.2 +5/-0 
SOLON Corvus 235 Mono 235.0 | 205.5 +5/-0 
SOLON Black 230 Mono 230.0 | 203.7 +5/-0 
SOLON Corvus 230 Mono 230.0 | 200.9 +5/-0 
SOLON Corvus 225 Mono 225.0 | 196.4 +5/-0 


Su ntech www.suntech-power.com 


50 


PLUTO245-Wde Poly 

PLUTO240-Wde Poly l : 

STP290 - 24/Vd Poly 290.0 | 263.3 +5/-0 
STP285 - 24/Vd Poly 285.0 | 258.6 +5/-0 
STP280 - 24/Vd Poly 280.0 | 254.0 +5/-0 
STP280 - VRM - 1 Poly 280.0 | 254.0 +5/-0 
STP275 - 24/Vd Poly 275.0 | 249.3 +5/-0 
STP275 - VRM - 1 Poly 275.0 | 249.3 +5/-0 
STP230 - 20/Wd Poly 230.0 | 208.6 +5/-0 
STP225 - 20/Wd Poly 225.0 | 203.9 +5/-0 
STP190S - 24/Ad(b)+ Mono UO || ales) +5/-0 


Nominal Operating Cell Temperature 
(NOCT) 


For better or for worse, the nameplate power rating of PV 
modules is based on standard test conditions. Efficiency is 
also essentially an STC rating, as it is a ratio to 1,000 W/m2. 

Unfortunately, the 25°C cell temperature used for testing 
is not a typical operating condition. In full sun, PV modules 
typically operate between 15°C and 30°C (approximately 60°F 
to 90°F) above the ambient temperature depending on how 
they are mounted (flush on a roof, on top of a pole, etc.). Thus, 
on a 25°C (77°F) day, cell temperature may be closer to 50°C 
(122°F). On a hot summer day, cell temperature can routinely 
approach or exceed 65°C (149°F). As cell temperature increases, 
voltage decreases. A decrease in voltage, at the same level of 
irradiance, means a proportional decrease in power. 

A module’s nominal operating cell temperature (NOCT) 
is measured with the module exposed to 800 W per m2 
irradiance, close to the weighted annual average irradiance a 
PV array is subject to; and at an ambient temperature of 20°C. 
This provides a better way to determine the effect of putting 
the modules in the sun—the lower the number (meaning the 
lower the cell temperature), the better. 

About 330 modules on the list have a NOCT of 45°C or 
lower; the lowest NOCT is 43°C, and only 33 modules have 
this rating, mostly polycrystalline modules made by Day4 
Energy, Astroenergy, DelSolar, and Schtico. On the other 
end of the spectrum, about 30 modules have an NOCT of 49 
or 50° C. The cooler a cell can remain under high irradiance, 
the more power it can produce. Module current increases 
with temperature, but by a very small amount. As a result, 
the overall effect of increased cell temperature is an inversely 
proportional reduction in power output. Side by side, and all 
else being equal, a module with a 43°C NOCT should produce 
about 3% more power than a module with a 50°C NOCT. 


...the overall effect of increased cell temperature is an 
inversely proportional reduction in power output. 


Day4 Energy 
is one of four 
manufacturers 
that have 
modules rated 
at a low NOCT 
of 43°C. 


Temperature Coefficients 
& PICto-STC Ratio 


Module spec sheets include data on temperature 
coefficients of voltage, current, and maximum power 
(Pmp), specifying how much those characteristics are 
impacted by changes in temperature. Temperature 
coefficients (Tk) of voltage are negative—for each degree 
Celsius that cell temperature exceeds 25°C, the open- 
circuit voltage (Voc) and maximum power voltage (Vmp) 
drop by a certain amount, either given as a millivolt value 
or as a percentage. (The average temperature coefficient 
of open-circuit voltage [TkVoc] for all the modules on the 
list is -0.33%/°C). Temperature coefficients of current, 
while positive, are negligible. 

Also a negative value, the average temperature coefficient 
of maximum power (TkPmp) for all the modules on the list 
is -0.45%/°C. The closer to zero the coefficient is, the less 
power the module will lose when operating at real-world 
cell temperatures. Nearly 100 modules on the list have a 
temperature coefficient of power of -0.40% or better; only 19 
have a TkPmp of -0.37% or better, including modules from 
Sanyo, Schtico, Grape Solar, and MAGE Solar. 

The NOCT cell temperature is used with the maximum 
power temperature coefficient to calculate a module’s PVUSA 
test conditions (PTC) rating. All modules on the CEC list are 


High PTC-to-STC Ratio Modules 


STC PTC 
Cell Power Power PTC/ STC 
Model Type (W) (W) Ratio 


Sa NYO www.us.sanyo.com 


HIT-N220A01 


220 


204.4 


HIT-195DA3 
HIT-215NKHA1 


Mono, a-Si 
Mono, a-Si 


Mono, a-Si 


195 


0.9284 


HIT-210NKHA1 


Mono, a-Si 


0.9281 


HIT-205NKHA1 


Mono, a-Si 


0.9278 


TPB156x156-54-P, 185W 


< 


Sun Earth Solar Power www.nbsolar.com 


0.9276 


TPB156x156-54-P, 180W 


TPB156x156-60-P, 205W 


TPB156x156-60-P, 215W 


TPB156x156-60-P, 200W 


TPB125x125-72-P, 175W 


TPB156x156-60-P, 210W 


TPB125x125-72-P, 180W 
TPB156x156-60-P, 220W 


Po 


TPB156x156-60-P, 225W 


Pol 


TPB156x156-60-P, 230W 


<<SS KNX XK KS IK I< 


Po 


5 un Powe . www.sunpowercorp.com 


SPR-318E-WHT-D Mono 318 292.9 0.9211 
SPR-315E-WHT Mono 315 290.0 0.9206 
SPR-310E-WHT Mono 310 285.3 0.9203 
SPR-308E-WHT-D Mono 308 283.4 0.9201 
SPR-305E-WHT Mono 305 280.6 0.9200 


PV 2012 


Sun Earth Solar 
Power (Nbsolar) 
represents one 
of the three 
manufacturers 
that have 
modules with 

a PTC-to-STC 
ratio of 0.92 

or better. 


Because modules are typically purchased based on dollars 
per watt, the closer the PIC rating is to the STC rating, 
the more power the module should produce, all other 
conditions being equal. 


required to have independent testing done to confirm their 
NOCT and TkPmp. PTC module power ratings will always be 
lower than their STC ratings; some states and utilities use the 
PTC rating to determine up-front rebate incentive payments, 
and PTC ratings are also used as a more accurate portrayal of 
real-world performance. 

Because modules are typically purchased based on 
dollars per watt, the closer the PTC rating is to the STC 
rating, the more power the module should produce, all 
other conditions being equal. More than 230 modules 
on the list have a PTC-to-STC ratio of 0.90 or better. For 
example, that means that a 200 W STC module has a PTC 
rating of at least 180 W. Just 20 modules have a PTC/STC 
ratio of 0.92 or better, including modules from Sanyo, Sun 
Earth Solar Power (aka Nbsolar), and SunPower. 
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Courtesy Silicon Energy 
Silicon Energy’s power warranty is 15 years at 90% of rated 
output, and 30 years at 80%. 


Warranty 
Every PV module carries two distinct types of warranty—a 
materials (or workmanship) warranty and a power warranty. 

The materials warranty covers the module’s parts and 
workmanship. It is critical to read the fine print, but a 
materials / workmanship guarantee generally provides service 
or replacement of defective modules by the manufacturer. 
Some of the limitations are based on the parts that module 
manufacturers use to assemble modules, such as quick- 
connects and sealed junction boxes, which have their own 
warranties from their own manufacturers. Of the more 
than 830 modules on the list, 500 carry at least a five-year 
materials/workmanship warranty and about 250 are at 10 
years. 

A module’s power warranty guarantees that the module 
will produce a certain percent of its rated STC power (Pmp, 
minus any power tolerance) for a given period of time. A 
common warranty is 90% of rated power for up to 10 years and 
80% for up to 25 years. Silicon Energy and MAGE Solar offer 
30-year, 80% rated-power warranties—tops on the list. (Silicon 
Energy also offers a best-of-list 15-year, 90% rated-power 
warranty.) All of the modules that have 10-year materials 
warranties have at least 25-year, 80% rated-power warranties. 


Typical Power Warranties 


100% 


STC Rating (including tolerance) 

m 95% 
b=] 
o 
= 90% 80% for 25 yrs. Linear 
3 0, 
2 90% for 10 yrs. (0.8% per year) 
o 
mc 85% 
= 
° 
Pan 
5 80% 
5 80% for 25 yrs. 
O 75% 

70% 

0 5 10 15 20 25 30 


Warranty Period (years) 
*Blue line is worst case for a stepped power warranty 


and Cost! 


Compare all the stats you want: the majority of consumer 
decisions are made first and foremost on price, and module prices 
have decreased for the last several years. Global fluctuations in 
demand have and will likely continue to occur—entire nations 
have implemented, adjusted, and/or repealed various incentives 
for grid-connected PV systems. Furthermore, it takes time for 
manufacturers to scale up to meet demand. Combine these two 
factors, and the result is a market where supply can, and often 
does, exceed demand. 


Solarbuzz is a company that tracks PV industry price trends 
(see www.solarbuzz.com). Their retail module price index shows 
modules at an all-time low of $2.65 per W as of September 2011, 
around half of what modules cost at the start of 2002. These are 
retail prices, with distribution and installer markups included, and 
do not take bulk pricing into consideration. Many modules are 
available for less than $2 per W, with some below $1.50 per W. 


Many utilities and states are reducing rebates for PV systems. 
Fortunately, this corresponds with all-time-low module prices, 
meaning system costs are decreasing ($ per installed watt) as 
well. As in any market, prices will continue to fluctuate based on 
supply, demand, and government support of the industry. 


When thinking about purchasing cheap modules, realize that 
you might get what you pay for. Quality matters, and often it 
becomes a factor over time. Consider how long your module 
manufacturer has been around. Reputation must be earned, and 
word of mouth has impact. 


Module prices aren’t part of this list because, like any commodity, 
price isn’t fixed, but rather depends on who you know, how many 
you buy, and what overall manufacturing price trends are. 


Module Price Index 
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Data Courtesy Solarbuzz 


Module prices aren’t part of this list because, like any 
commodity, price isn’t fixed, but rather depends on 
who you know, how many you buy, and what overall 
manufacturing price trends are. 
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A longer warranty implies better protection for the module 
owner. Of course, if is important to consider the company 
that is offering the warranty, especially with so many new 
companies in the market. 


About 75 modules on the list have 25-year linear 
warranties, including modules from Scheuten Solar, SCHOTT 
Solar, Siliken, SolarWorld, Suntech, Tianwei New Energy, 
Trina Solar, and Upsolar. Compared to a percentage warranty 
(where a module at year 11 could only make 80% rated power 
and still meet the warranty), a 25-year, 80% linear warranty 
means the module output is warranted to not decrease 
more than 0.8% per year—at year 11, the most it could have 
decreased would be 8.8%. 

A longer warranty implies better protection for the 
module owner. Of course, it is important to consider the 
company that is offering the warranty, especially with so 
many new companies in the market. Additionally, testing 
to verify power production and pursuing power warranty 
claims can be a difficult and time-consuming procedure. 


Access 

Brian Mehalic (brian@solarenergy.org) is a NABCEP-certified PV installer 
and ISPQ-certified PV instructor. He has experience designing and 
installing both PV and solar thermal systems, and is a curriculum 
developer and instructor for Solar Energy International. 


HORIZONTAL LINEAR AXIS 

Get 25% more power from your system 
with this extremely durable, low-profile 
horizontal tracker. Not only can it blend 
into the environment, but it’s also easy to 
assemble. The HZLA tracks from 45° to 
45° and can mount up to 4 kW per tracker. 


SEASONAL ADJUSTABLE RACK 
This low-cost alternative to a tracker or 
fixed ground mount gives you the ability 
to easily optimize your array’s tilt to 
compensate for the sun’s seasonal 
changes. With up to 4 kW capacity, it is 
quickly adjustable from flat to 60° by one 
person using a battery-operated drill. 


PV 2012 


SolarWorld and 
other companies 
offer linear 
warranties that 
allow a yearly 
percentage 
decrease in output 
over the warranty 
period. 


Courtesy SolarWorld 


More power. More choices. 
Better engineering. 


Solar trackers are never a “one-design-fits-all” solution. For 
more than 20 years, Array Technologies has been designing 
high quality, low maintenance tracking and racking systems 

for residential, commercial and utility-scale projects. From our 
popular Wattsun and HZLA single-axis, dual-axis and horizontal 
linear-axis trackers, to our innovative, low-cost seasonal 
adjustable racks, we have the perfect solution for your project. 


ewattsuin 


SOLAR TRACKERS 
A DIVISION OF ARRAY TECHNOLOGIES 
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sell it teach 
and love it! 


- | 

Peter and his family are 
making renewable do-able, 

are you? 

Peter, altE Technical Sales Representative, 

and his family use many of the renewable 

solutions available from altE to offset their 

electric bill. Pictured here is their home in 

NH. Featured is a wind turbine, a solar electric 

array, one of two solar air heaters anda 


small corner of a solar water heating array 
peaking out behind the PV. 


Great Gear, Great Prices! 


Your Solar Home Kyocera Air40 Wind Turbine Blue Sky MPPT Solar Xantrex C40 
Solar Air Heaters 135 Watt Solar Panel Lifetime Warranty Charge Controllers Solar Charge Controllers 
starting at: starting at: only: starting at: only 


Call us at 800.320.9458 or visit us online at www.altEstore.com 


Get an Extra Discount! Mention this code: HIP 146 when you order today! 


i AItE® Store is the Do-lt-Yourselfer’s supplier of renewable energy gear. We provide you the 
products, tools, education, expertise and the technical service you need to safely and successfully 
put together your own system. Join our fun and enthusiastic community of DIY’ers today! 


Call us at 800.320.9458 or 978.562.5858 


making renewable do-able™ or visit us online at www.altEstore.com 
for over 10 years! 


Some of the brands we proudly represent: 


SUNTECH Cuttack OF KYOCERA Schneider IRONRIDG Pichi Blue Sky 2 ¢< 


Power Systems” Electric 


££ We all agreed that only Quick Mount PV could give 
us the confidence we needed in mounting a big 


job like this. 93 


Andy Tyson, Creative Energies 


Integrators, Roofers & Contractors Agree: It’s Quick Mount PV 


WHEN CREATIVE ENERGIES co-founder Andy Tyson 
took on a big rooftop solar project for a new housing 
development, he worked closely with the roofing and 
general contractors to select a mounting system that 
would work on multiple surfaces, integrate smoothly into 
the job flow, and not void the roof warranty. 

“Quick Mount PV was the only brand that we were all 
completely comfortable with,’ Andy said. “And it’s available 
from the distributors we already use and comes packaged 
with all needed hardware, ready to use on the roof” 
Creative Energies tried a number of mounting brands 
before deciding to use Quick Mount PV on all their 
installations. “Quick Mount is always ahead of the 
pack with new products and technology,’ said Andy. 
“And if big jobs demand it, then every job deserves it.’ 


QUICK MOUNT PV ADVANTAGES: 
= 100% IBC, UBC compliant 
= Patented waterproofing technology 
= Allaluminum flashing 
= All hardware included 
= Works with all leading racks 
= 10-year warranty; 50-year expected life 
s Live tech support, year-round training 
= Available through all leading distributors 


c\N THe 
© Us 
> 4 


925-687-6686 


products@quickmountpv.com 
www.quickmountpv.com 


INDUSTRY LEADING TECHNOLOGY 
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QBase: Where the Roof Meets the Load 


Our Low Slope, New Roof & Universal 
Tile Mounts use our QBase: the world’s 
strongest off-the-shelf mounting base. 


Patented Waterproofing Technology 


Our Classic Comp & Shake Mounts 
install watertight, code-compliant 
attachments with a single bolt. 


CLASSIC COMP CLASSIC SHAKE 


[> ] : 4 


LOW SLOPE 


NEW ROOF COMP 


UNIVERSAL TILE 
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Quick Mount 
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by Mike Taylor 


My solar career was launched 10 years ago, when I helped start Minnesota’s first PV 
incentive program (see “A Tale of Two States: Small Solar Rebates—Steady Success,” 
HP111). Today, I do market research on electric utility engagement in the solar 
industry for a national association. Ironically, in all of those years, I didn’t have the 
right situation to install my own PV system. But after moving to northern Utah when 
my wife got a new job—and buying what I hope is our last home—it was finally time 
to make a solar commitment. 

My goals were simple: maximize solar’s impact on our electricity consumption, 
minimize the physical size of the system, and design an attractive system. It was time 
to apply 10 years of advising others to my own PV installation. 


Design & Planning 

The common siting choices did not work for our house: the backyard is significantly 
shaded and ina flood plain; and the roof is moderately shaded and flat, creating snow 
and wind-loading issues that I wanted to avoid. Using Solmetric’s iPV iPhone app 
(see “Siting App” sidebar), I analyzed the shade in the backyard (40%-50% shading 
annually), the roof (15%-25% shading), and the front yard (4%-6% shading) which 
was shown to be the sunniest location. Although my house is located in a residential 
neighborhood, it sits 125 feet back from the street and the front yard contains 11 fruit 
trees, a 1,000-square-foot vegetable garden, and the rest has perennial flowers—it’s 
not your typical lawn. 
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Courtesy Josh Kordecky/Alpenglow Solar (2) 


I designed a garden-appropriate wooden pergola for 
the array, based on a photo I found online. Unlike an 
industrial-looking pole mount or a metal-framed ground 
mount, the wood matched the existing fence and allowed us 
to walk under and through the structure (rather than around), 
softening the visual impact from the street and maintaining 
usable space underneath it. The pergola was built using 
Douglas fir, and to ensure longevity, the main wooden posts 
were set in slightly elevated Simpson brackets attached to 
the concrete footers, which keeps them well drained and 
away from soil contact. The entire pergola was sealed using 
Penofin, a UV-resistant stain, and all 
horizontal joints and penetrations were 


PV pergola 


Once the structure was completed, the 
PV rack rails were installed. 


at half the retail rate. I resurrected my 
high school trigonometry to play the 
tilt angle against the height and depth 
of the structure, including making sure 
that the fruit trees behind the pergola 
wouldn’t be shaded from May through 
October. I’m not an engineer and just 
overbuilt to cover any possibility for 
wind and snow loads, figuring the city 
engineer would tell me if the structure 
wasn’t up to par. My final design 
was nine 230 W modules, placed in a 
landscape orientation three wide and 
three high, and tilted at 30°. 

One problem I found was that wiring 
the nine modules in series created the 
potential for high open-circuit voltages in the winter. Only 
a few inverters will accept 550 volts and closely match my 
2 kW array size. SunPower modules also require a positive 
ground, which the inverter must match (most equipment uses 
a negative ground). Kaco’s Blueplanet 2502xi inverter was 
slightly oversized for my system, but would work fine within 
these requirements. I could have chosen microinverters, 
and a number of people in my area are doing so, but I’m 
not yet convinced of their longevity in the field under harsh 
temperature and moisture conditions—it all depends on your 
risk tolerance for using newer technologies. 


sealed with caulk. 
I wanted to keep the pergola as 


small as possible but have an array big 
enough to have a measurable impact on 
our electricity use. That meant focusing 
on the modules with the highest power 
density—the greatest number of watts 
per square foot. I narrowed it down 
to SunPower SPR monocrystalline 
modules with rated efficiencies of about 
19% and a power density of up to 18 
watts per square foot—the most efficient 
modules on the market. 

I compared different quantities 
of modules in various landscape and 
portrait configurations, looking at both 
the estimated annual performance 
and the resulting size of the pergola. I 
wanted to make sure we would offset at 
least 50% of our consumption but also 
not get too close to 100%—1ight now, the 
utility pays for excess annual generation 


An Inexpensive Siting App 


Solmetric’s iPV iPhone app ($39.99) uses the iPhone’s camera, compass, and 
inclinometer as the user traces the outline of anything (mountains, trees, buildings, 
etc.) on the horizon panning from east to west. It generates a two-page report with 
monthly shading and performance estimates, the latter using a database of PV 
modules and inverters. One drawback is that it can’t save more than one location for 
future reference, so it can’t compare two locations. Another is that you have to choose 
from 200+ reference U.S. cities, which may or may not be close to your site. But for 
the price and convenience, it’s a good tool for homeowners. I’ve used it again for site 
assessments with friends who became interested in a system after seeing ours (scans 
below). 
et ATET = 10:10 0M 
Skyline Scan 
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Screen shots from NREL’s SAM modeling 
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Pergola Construction & 
Project Costs 

The construction phase was easier than 
the permitting. A few months earlier, 
we discovered that our main water 


line was leaking and a three-foot-deep 


Climate CEC Performance Model 


Location: satetitedata, 7? 
Lat 41.8 Long: -111.6 Bev: 3363.0 m 


Module Name SAM/CEC Modules /SunPower SPR-230-WHT-U 
Module Characteristics at Reference Conditions 


pres | 
Finest’ Soosong Sanit Reference conditions: Total irradiance = 1000 W/m2, Cell temo = 25°C 
Agta 11.2 m2 R SAM/CEC Modules /SunPower SPR-230-WHT-U 
Shading i | 
— . 
Module a z 4 Efficiency 18.49 
Outer: 230.0 Woe 5 Maxienven Power (Pmg) 230.01 
Inverter a 5.4 Max Power Voltage (Ving) 41 
Capacity: 2500.00 wae 3 ’ Max Power Current (imp) 5.61 
User Variables S Open Circuit Voltage (Voc) 48.7 
. : Short Cireuit Currant Ore) 5.90 
" . ” n ~ ” o . 
Module Vomtage (volts) 
Temperature Correction 
+ NOCT Temperature Correction 
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Heat Transfer Dimensions Module Dimensions 
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trench would need to be excavated 
from the street to the house, passing 
next to the pergola location. As part 


Temperatre Coatciets of that process, we laid conduit in the 
-3.930e-0 H/C -9.0390- ic 

. = same trench for the 125-foot run to the 
RaatewiKie “IMEC garage, where the inverter was to be 
3.$500-02 M/C 2.1320-03 AIC 


located. A local contractor took care of 
building the pergola, and Alpenglow 
Solar handled the PV installation in 


Module Width 1 ™ 


Module Length 1.244 ™ 
Rows of modules in array 1 
Columns of medules in array 10 
Temperature behind the module 20 c 


a couple of days. The local municipal 
utility replaced the existing analog 
meter with a bidirectional electronic 


Cap Spacing 0.05 m 


meter at no charge and inspected the 


Best Laid Plans... 

After submitting my building permit application, the city 
planning department called. Because the array on the pergola 
would be electrically connected to the home, they were 
lumping my project in the “accessory structure” category, 
which includes garages and workshops. Unfortunately, the 
city’s land development code (LDC) didn’t allow them in 
front of a home—only beside or behind. 

Absurdly, the pergola could have been built without any 
permit if it wasn’t electrically connected to the house—it was 
small enough not to trigger the requirement. Instead, I had 
to file for a variance, which included paying more money. 
The city sent a variance meeting notice to my neighbors, and 
published it in the local newspaper and on the city website. 
In preparation for the meeting, I read the entire LDC and 
wrote a five-page briefing on why I felt they should approve 
the variance, which ranged from alignment with state and 
city energy policy goals, to perceived inconsistencies with the 
code itself, to an analysis of why the roof and backyard (and 
cutting down trees) weren’t reasonable alternatives. 

After I submitted my briefing, the city planner called 
a few days before the variance meeting to negotiate. They 
would call it a “garden structure” if I added some lattice and 
planted some grape vines to hide the underside of the PV 
modules from the street, making its primary purpose about 
the garden and not the solar. I don’t blame the city—they 
need to have a consistent decision-making process—it’s just 
that if you’re the first one to do something, it can take longer 
and cost more. Six weeks and $542 later, I had my permit and 
could start building. 


system the next day, finding no issues. 


PV Performance vs. 
Irradiance July 2011 
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PV pergola 


Data Collection & Management 


I’m a data geek—for example, | have spreadsheets of all of my 
utility bills going back 10 years for three different homes. Using 
the previous owners’ bills for our Utah home, | calculate that we’ve 
reduced electricity consumption by about 50%—with minimal 
investment. | wanted to keep an equally close watch on our PV 
system’s performance. 


If not included in the price, inverter manufacturers’ data 
management options can cost anywhere from $250 to $500 
(if a fixed cost), or $5 to $10 per month (if an ongoing charge). 
There are also third-party (non-inverter) options that can set up 
monitoring for similar fixed or annually recurring charges. If the 
data is important to you and you don’t want to DIY, buying one 
of these options may be worth the cost. While | was researching 
options, my PV installer mentioned that one of his clients was 
using The Energy Detective (TED) and was happy with it. After 
some research, | decided to try it. 


Depending on which model you choose, the TED 5000 series 
will monitor up to four electrical circuits—your home’s total 
consumption; subcircuits like your air-conditioning or workshop; 
PV generation; etc. | chose the TED 5002-G to monitor two 
circuits, one for PV and one for consumption. 


The TED package included two current transformer clamps (CTs) 
with measuring transmitting units (MTUs) to measure the current 
and voltage in the wires, and a gateway to collect and display 
the data. Physical installation was not difficult—the CT clamps 
wrap around the positive and negative wires and connect to the 
small MTU boxes. The MTU boxes were then wired into the two- 
pole breaker serving the PV disconnect (outside) and the whole- 
house disconnect (inside the circuit breaker box). | plugged the 
receiving unit into the wall outlet closest to our Internet router and 
connected them with an Ethernet cable. 


The MTU sends the data through the house’s electrical circuits to 
the receiving unit. The data is accessible either with an optional 
table-top display and/or on an intranet web page through your 
Internet router using software embedded in the receiving unit. 
I’ve also set up an option to view the web page outside my house 
intranet by forwarding the IP address through my router’s firewall. 


Film Edt Export Advanced Halp 


LOAD PROFILE 


The TED dashboard displays a wide array of information and 
system data. 


Fie Eee Export Advanced Help 


LIVE DASHBOARD HISTORY GRAPHING LOAD PROFILE 


A TED graph showing system power output on a cloudy day 
(left) and sunny day (right). The red line represents solar, 
which logs as negative values. Consumption is shown in blue 


and logs as positive values. Purple is the net between the two. 


The TED software has a variety of options for customizing the 
online display and data collection, and for downloading your data 
to a spreadsheet for analysis. You can also link your account 
to a number of free, third-party energy Web services, such as 
myEragy, People Power, or others. These third-party options 
sometimes have better graphical displays than TED and can 
analyze and e-mail reports or alerts on your electrical usage. They 
are also easier than setting up your own IP address forwarding. 


With either option, you can access your data anywhere in the 
world that you have Internet access. This can be as much for 
show as anything, but two practical applications include checking 
for power outages if you’re away from the house for an extended 
period of time or troubleshooting system or data errors remotely. 


The TED device has been fairly accurate. I’ve compared the 
consumption data to my utility meter measurements on my 
monthly bills and, so far, the average difference is about 1.5% 
over a year. 


I’m satisfied with TED’s performance, but some people report 
problems with getting the data from their transmitting units to 
their receiving units—other electrical appliances may cause 
interference on the electrical wire. Moving the receiving unit to 
another electrical outlet can solve the problem. Unexplained data 
spikes or hour-long data flat lines occasionally show up in our 
system, though the overall impact is minimal. 


As a data-collection nerd, one major problem | had was multiday 
missing data after trying to test one of the third-party data 
management options. | didn’t notice the problem until later and 
then reset my TED device to fix it. Thankfully, a colleague at Clean 
Power Research, a company | collaborate with (see Access), 
provided me with hourly satellite solar irradiance data from their 
SolarAnywhere data service for my area for July 2011. | created a 
scatter graph using this data and my previous PV data to create 
a trend-line (see graph on previous page) and then applied the 
trend-line formula to the irradiance data during the data gap to 
recreate it. For consumption, | simply averaged my daily usage 
for the few days before and after the gap and called that close 
enough. 
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Taylor Batteryless Grid-Tied 
PV Pergola System 


Ground 
o ie) 1 
OG) OG) 
PV Array: 

9 SunPower modules, 230 W, * 
wired for 2,070 W at 369 VDC To/From Utility: 

120/240 VAC 

kWh Meter: 

Utility, 
bidirectional 
Inverter: 
Kaco Blueplanet 2502xi, Ground 


DC 
Disconnect 


SOOOOG 


Note: All numbers are rated, manufacturers’ 
specifications,or nominal unless otherwise specified. 


This Kaco inverter has the required 
input voltage, closely matches the array 
size, and can work with positive-ground 
SunPower modules. 
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2.5 kW, 550 VDC 
maximum input, 
240 VAC output, grid-tied 


AC 
Disconnect 


AC Service Entrance: 
To 120/240 VAC loads 


The TED monitoring system uses input 
from transducers clamped around the 
cables at the main breaker box. 


Courtesy Alpenglow Solar (2) 


Tech Specs 


Overview 


System type: Batteryless, grid-tied 
solar-electric 


Location: Logan, Utah 


Solar resource: 5.16 average daily 
peak sun-hours 


Record low temperature: -30°F 
Average high temperature: 88°F 


Average monthly production: 253 
AC kWh 


Average monthly consumption: 
320 AC kWh 


Utility electricity offset (Sept. ’10- 
Aug. 711): 79% 


Photovoltaic System 
Components 


Modules: 9 SunPower SPR-230- 
WHT-U, 230 W STC, 41.0 Vmp, 5.61 
Imp, 48.7 Voc, 5.99 Isc 


Array: One, 9-module series string, 
2,070 W STC total, 369 Vmp, 5.61 
Imp, 438.3 Voc, 5.99 Isc 


Array installation: Unirac 
SunFrame rails installed on south- 
facing roof, 30° tilt 


Inverter: Kaco Blueplanet 2502xi, 
2.5 kW rated output, 550 VDC 
maximum input, 200-450 VDC 
MPPT operating range, 240 VAC 
output 


System performance metering: 
TED 5002-G 


Major Load Information 


Space Heating: Natural gas, 
forced-air furnace 


Cooling: Electricity, central air 
(though used only about five days 
per year) 


Water Heating: Natural gas, storage 
tank heater (i.e., conventional) 


Cooking: Electricity, range, and 
oven 


Clothes Drying: Natural gas 
Dishwasher: Electricity 
Refrigeration: Electricity 


Chest freezer: Electricity 


Mike Taylor 
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Once the rails were up, the modules were mounted in a landscape configuration. 


Taylor System Costs 


Item Cost 
9 SunPower SPR-230 modules $7,245 
Pergola labor & materials 4,483 
PV system Labor 4,320 
Kaco Blueplanet 2502xi inverter 1,774 
Trenching & conduit 1,441 
Miscellaneous (rack, electrical, etc.) 1,168 
Permits 542 
TED data monitor 280 
Total System Cost $21,253 
Federal tax credit (30%) -$6,292 
State rebate ($2 per W) -4,200 
State tax credit (25%, $2,000 max) -2,000 
Federal income tax (on rebate) 1,050 
Total Cost $9,811 


The system cost more than most—the permits, a portion 
of the trenching and conduit, building the pergola, and using 
the premium modules all added to the costs. But the state 
had a rebate program and a tax credit that helped defray the 
costs. The system is net metered (retail rates average 9.5 cents 
per kWh), with an annual true-up—any surplus electricity the 
system generates is paid out each April at 5 cents per kWh. 
We pay a minimum $3.80 per month utility charge, regardless 
of our consumption, to cover the utility’s fixed costs. 

But I had to wait until tax time to take advantage of the 
state and federal tax credits, and the state rebate was taxable 
on my federal income taxes. This isn’t ideal, but if you tax 
the rebate you don’t have to subtract it from the total system 
costs when you calculate the 30% tax credit. State rebates are 
generally taxable; utility rebates are generally not. (Consult 
your tax accountant for specifics.) 

The incentive paperwork was manageable, but I had to 
apply separately to the two state programs, one for the rebate 
program and one for the tax credit program. There is also no 
renewable energy credit (REC) market in Utah, and exporting 
the RECs to another state is cost-prohibitive, but can be a 
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Mike Taylor 


revenue stream available in some other 
states. 

Our existing homeowners insurance 
policy provides $15,000 in coverage for 
external structures like garages and it 
put the PV pergola in the same category. 
Since the pergola and the garage are 
separated by 100 feet, the risk of 
catastrophes on both at the same time 
is small, so we felt it unnecessary to 
increase protection. 

What's the payback? For me, solar 
energy is a hobby (which aligns with 
my ethics) like someone else’s fishing 
boat or swimming pool—things that 
aren’t subjected to cost-benefit analyses. 
Unlike fishing or swimming, however, 
solar is a hobby that generates some 
income in the form of savings on our 
utility bill. 

In strictly economic terms, the rate 
of return for your PV system depends 
on three things—solar resource (in 
Utah, it’s good); electricity prices (Utah: 
low); and state policies or incentives 
(Utah: high then, but now low). In our 
particular situation, it’s a low rate of 
return (but so is my savings account rate 
these days). With the combination of 
incentives I received and the possibility 
of low-interest rates on a mortgage 
refinance, the system would have nearly 
evened out—i.e. annual loan costs were 
only slightly higher than the annual 
electricity savings—if I had chosen that 
option. 


Performance 

The system’s performance met my software estimates fairly 
closely. Before installing, I modeled system performance 
using the National Renewable Energy Laboratory’s (NREL) 
Solar Advisor Model (SAM) software. Unlike NREL’s 
PVWatts or other web-based calculators, SAM can perform a 
more detailed analysis using specific system components and 
historical irradiance data from near my home. This software 
is not easy for the layperson to use, but if you are willing to 
learn, it is not insurmountable. 

I took SAM’s output, applied the monthly shading 
estimate from the Solmetric app, and then compared that 
to the actual performance. Our system’s yearly generation 
was about 2% less than SAM predicted, which I consider 
quite close. Month-to-month variations from the estimate 
have ranged from -39% to +19%. Any number of factors 
could explain the variation—dirty panels, snow cover, 
winter pollution, wiring losses, solar radiation different 
from the average, etc. But from May to August 2011, I had 
four straight months of negative meter readings, essentially 
turning the meter clock backward—a satisfying feeling. 


kWh per Month 
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The city’s planning department allowed the PV pergola by terming it a “garden 
structure.” 


Estimated vs. 
Actual Performance 
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Take-Aways 

Other than the city permitting process, the design and 
installation went smoothly. Because of my solar experience 
and the unique design and location, I took on a burden that 
the average homeowner shouldn’t need to—the installer 
normally will design the system, apply for the permits, handle 
the interconnection application and incentive paperwork, get 
utility interconnection approval, and perhaps even set up the 
data monitoring system. Just remember that the lowest bid 
usually won’t give you the best service. Make sure you clearly 
discuss what is and isn’t included in the package price with 
your proposed installer. 


Access 

Mike Taylor (mptaylor123@gmail.com) is the research director for 
the Solar Electric Power Association (www.solarelectricpower.org) in 
Washington, D.C. A thermal energy audit and retrofit, with solar space 
or water heating, is his next personal energy challenge. 


PVMax™ Ground 
Mount System — Ideal 
for Small to Mid-Sized 


PV Installations in 
Most Terrains 


+ Attractive, durable design speaks lends to repeat orders 


Roe P.O. Box 1567 


PV pergola 


Alpenglow Solar ¢ www.alpenglowsolar.com ¢ PV installer 


Solar Advisor Model (SAM) ¢ www.nrel.gov/analysis/sam ¢ Performance 
estimator 


Solmetric iPV ¢ www.solmetric.com ¢ Shading analysis iPhone app 
SolarAnywhere ¢ www.solaranywhere.com ¢ Satellite irradiance data 


Database of State Incentives for Renewables and Efficiency * www. 
dsireusa.org ¢ RE incentives 


System Components: 

Kaco New Energy * www.kaco-newenergy.com ® Inverter 
SunPower ¢ www.sunpowercorp.com ¢ PV modules 

The Energy Detective ¢ www.theenergydetective.com ¢ Monitoring 


Unirac * www.unirac.com ¢ Rack 


ju 
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ighan brush-type altel 
ruction throughout 
existing turbine base 
- yi 

Manufactured ‘by LoPower Engineering 


+ Durable, corrosion resistant components to withstand the elements 


Schletter Inc. 

3761 E Farnum Place, AE 
Tucson, Arizona 85706 »)) 
E-mail: mail@schletter.us $ 


+ Pre-assembled support kits for quick assembly CHLETTER 
« Made in the USA, ARRA compliant ( Ine. 


Visit WWW.PVMAX.US for more information or call technical sales at 520-289-8730 
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Insist on NABCEP Certified. 


Choosing the right people to specify and install a solar energy system on your home, 
plays a big part in the overall success of the project. An ever-growing number of 
consumers, incentive programs, employers, insurers and bid documents are insisting on 
NABCEP certificants for their projects. They recognize the value and peace of mind that 


comes with hiring individuals with this professional accomplishment. 


NABCEP CERTIFIES: PV TECHNICAL SALES PROFESSIONALS, PV INSTALLERS, AND SOLAR HEATING INSTALLERS 
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RESIDENTIAL SOLUTIONS 


1.8 TO 15KW 


Solectria Renewables, LLC is the leading U.S. based grid-tied photovoltaic 
inverter manufacturer for residential, commercial and utility-scale solar 
installations. Our versatile line of high efficiency products provide power 
solutions ranging from 1 kW residential systems to multi-megawatt 

solar farms. Solectria Renewables’ products are backed by more than 30 


years of experience in the power electronic and inverter industries and 
supported by world class warranties. All of our commercial and utility- 
scale PV inverters are manufactured in the USA, ARRA compliant, Ontario 


FIT Content Compliant, and listed to UL 1741/IEEE 1547. were 
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www.solren.com inverters@solren.com | 978.683.9700 


REAL WORLD SOLUTION: 
Magnani Residence 
Size: 5 kW 


NYP, 


Installer: 7solarflair 
Location: Framingham, MA 


Products: PVI 5000 


“We have partnered with and chosen 
Solectria Renewables’ residential 
inverters for various installations 
since 2005. Their residential 
inverters are the most efficient and 
reliable in the grid-tied PV market.” 


— Matt Arner, President and Certified 
NABCEP PV Installer, SolarFlair 
Energy, Inc. 
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Home-scale microhydro-electric systems can give the best renewable 
bang for the buck. With the right situation and implementation, you 
can have a low-impact, low-maintenance, reliable system that supplies 
clean energy over the long haul. 


s with any renewable energy system, the dividing 
Ae: between a dream and a working project 

includes education, experience, and expertise. 
When dealing with something as powerful and fragile as a 
flowing watercourse can be, it’s important to find people who 
have “been there and done that.” 

Here, 12 hydro experts share the perspective of decades 
of hydro experience and wisdom. The group’s experience 
includes off-grid hydro living; system design, specification, 
and installation; engineering, consulting, and contracting; and 
equipment design and manufacturing. Read on and consider 
whether you have the right site, situation, and motivation to 
pursue energy from falling water. 


Q: What’s the first step to identifying a good 
hydro site? 


The two primary components of hydro-electric power are 
head (vertical drop) and flow. A good site needs a combination 
of these two. Higher head sites may be more cost-effective to 
tap, since you can use smaller pipe and less water. Ideally, 
you want water tumbling down the hillside—this is one sign 
of a potential hydro site. Water that is dead “flat” won’t do 
much for you—if there is no head, there is no power. 


Courtesy SunWater Power Systems 


If you double the head, you double the power available. 
The same is true if you double the flow. Higher head is the 
least expensive way to generate more power. Increasing 
the head increases the water pressure, which requires more 
robust components, but doesn’t add significant cost to the 
turbine. On the other hand, more flow requires a physically 
larger turbine to handle the mass. As a general rule, higher 
flow requires more steel, which drives up the cost. A good 
home-scale system might have a vertical drop in the range of 
40 to 200 feet. 

A steady flow from a perennial stream is ideal. Seasonal 
streams that suffer wide fluctuations in flow linked to wet and 
dry seasons can be designed for, but require compromises in 
the design parameters. 

Look for a good site rather than the closest site. With high- 
voltage transmission coupled to modern MPPT controllers 
and grid-connected inverters, wire cost for longer distance 
is often not the biggest issue. Other good attributes are a 
convenient and environmentally friendly intake site, easy 
access and permitting, and a relatively short pipe run. 

Before you even consider hydro sites, realistically assess 
your energy needs. A common error is overestimating actual 
electricity needs. We live in a wasteful society, and use a lot 
more energy than is necessary due to inefficient appliances 
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Courtesy lan Woofenden 


and lack of attention to conservation. The trouble with 
overestimating your energy needs is that it makes systems 
larger and more expensive, and often such large and expensive 
projects have a way of not getting done. In a hydro system, 
building a system for a wasteful home may mean using more 
materials and taking a larger portion of the stream flow. 


Q: What types of water sources are not 
appropriate for microhydro systems? 


Because available power comes from head and flow, water 
sources with little flow or little head will not work. Flat-water 
rivers are difficult or impractical to capture energy from, which 
is why we see few if any products on the market for this type 
of site. Large, gently flowing rivers like the Amazon, Nile, 
and Mississippi are generally unsuitable for any microhydro 
systems other than paddle-wheel floating designs that seldom 
generate more than a token amount of power. A “low-head” 
site typically needs to dam the whole river or divert a large 
amount of water in a canal to create some head. 

Obviously, water that is not moving has no energy in it. 
And water that is being pumped is not a source of renewable 
energy, since it takes more energy to develop the pressure than 
can be gotten back from it. Some fish-bearing streams may not 
be a wise choice for development due to environmental impact. 
And of course, you need to have legal access to the water 
source, and the ability to tap it without undue restrictions. 

Very high-head sites (above 500 feet) can be costly to tap 
because of long pipe runs and high pressure. Tapping a part 
of the available head can be a viable solution. Also note that 
water sources that have very high water at some time in the year 
make for difficult intakes. High water often means a lot of debris 
comes down the stream, which can clog or damage intakes. And 
some intake designs do not function well if submerged. 

Other inappropriate sources would be using drinking 
or irrigation water systems just to make electricity. These 
sources often rely on energy to pump and pressurize the 


Hydro guru 
Don Harris 
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Asian Phoenix’s Power Pal low-head turbine in Honduras. At 
lower heads than this, things get tricky. 


water, so they are not actually renewable energy sources. 
And the intended end uses often need pressure, which a 
hydro system brings to zero. In addition, the volume of flow 
is usually not adequate to make much energy. 


Q: Once you’ve identified a potential site, what 
measurements do you take to assess the site’s 
production capacity? 


What are the best methods for taking these 
measurements? 


Several measurements are needed, and there are multiple 
ways to obtain most of them. Most important is to take 
very accurate measurements of head and flow. This will tell 
you how much power is available, and the type of turbine 
appropriate to the site. 

To measure vertical drop (head), you can use: 


e Altimeters, if meter accuracy is good 

e GPS units (some may have enough accuracy) 

e Survey level or laser level 

e Maps with good contour lines, for higher-head sites 

¢ Google Earth (in some cases) for offsite pre-assessment 
e Accurate pressure gauge (if there is an existing pipeline) 


An altimeter is used to survey elevation. This measurement 
shows only 180 feet of head, but with a 12-inch pipe, this site 
will develop 75 kW. 
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The “bucket method” can be used to measure flow in small 
streams. Larger streams require an alternative measurement 
method. 


To measure flow (this is best done multiple times 
throughout the year to ascertain seasonal variations): 


e Bucket and stop watch to measure gallons per minute for 
small- to medium-flow sources and time surface velocity 

e Weir with measuring notch and appropriate flow tables 

e 100-foot (or longer) tape measure to determine the cross- 
section of stream 


See “Intro to Hydropower, Part 2: Measuring Head & Flow” 
in HP104 for more details. 


Q: What do you consider to be the maximum 
feasible distances for penstock length and 
transmission wire run? 


This depends on the scale of the system, the power available, 
cost of alternatives, the system voltage, and the terrain, 
among other factors. Penstock and transmission cable lengths 
of more than a mile are workable in the right situations, 
though less than !/2 mile is more typical. 

If you need long pipe and long cable, the site will need to 
be very good or the economics may not work. But if you need 
a long pipe and a short cable or a short pipe and a long cable, 
you may have a viable site. There are too many variables 
involved to generalize on distance limits, because so much 


Courtesy Ecolnnovation (2) 


depends upon the diameter and the material composition of 
the penstock that is required for the local conditions, and the 
voltage, distance, and size of wire. 

Financial feasibility is usually the governing factor. How 
much is the power worth? Note that transmitting small 
amounts of energy, such as an energy-efficient household 
would use, can be pretty inexpensive over long distances. 
Every site is unique, and careful balancing of factors is 
required. Ultimately, the maximum feasible distance is 
directly related to the depth of your checkbook and what is 
“worth it” to you. 


Q: What are the advantages of a microhydro 
system compared to other renewable electricity 
systems (wind turbine, PV array)? 


A microhydro system will generate continuously, if it has a 
constant water supply. This alone is a significant advantage 
over either wind or solar power because a battery bank may 
not be required, and a smaller battery bank will suffice if 
one is needed. Also, microhydro is generally less expensive 
per kilowatt-hour than either wind or solar electricity. It’s 
working all day, every day. If you had a site where all 
three systems had equal potential near to the point of use, 
microhydro would probably be the least expensive choice 
per delivered watt-hour. 

The hydrological cycle follows the human consumption 
cycle very well where summer cooling is not used. In 
winter, when a stream usually has more flow, households 
tend to use more energy; in summer, households use less 
energy and generally have less water. Solar electricity 
provides the opposite result, giving the highest yield in 
the summer, when you typically need less. Hydropower 
is there when you need it. When the sun goes down and 
the wind stops blowing, your hydro turbine will continue 
generating electricity. 


95 psi shows the static head of almost 220 feet of head. 
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Q: What are the limitations of hydro-electric 
systems compared to other RE systems? 


The main limitations of hydro-electric systems are the 
limitations of the water supply. No water equals no power. 
Few people have access to a good microhydro site—there are 
far fewer potential sites than solar and wind sites. And few 
people who live near good sites are aware of the potential of 
microhydro. Hydro is for one home in 1,000 at best, so the 
technology has only a light dusting of installations. These will 
generally be in rural environments near or in the mountains. 

Even though hydropower is comparatively inexpensive 
and consistent, it requires special conditions that may be 
hard to come by. First, you need head, which usually means 
a location close to mountains. Second, it takes the land area 
to collect the water and develop the head. Third, it requires 
physical spaces for an intake, penstock, and power house. 
Fourth, the permitting process can be difficult, because you 
will be physically altering the watershed, even if only a little. 


Q: How do you assess the financial viability of a 
system, compared to, say, energy produced by a 
PV system? 


A little simple math will answer this question. First, measure 
your head and flow and apply a formula to determine how 
much you can generate. Then get price quotes for the intake, 
penstock, and powerhouse equipment. Add it all up and 
divide by the lifetime energy you expect to produce, and you 
will have your cost per kilowatt-hour. 

While every site has so many unique elements that 
generalizing is pretty risky, with an appropriate water supply, 
a microhydro system is usually many times less expensive 
than a PV system. Maintaining a microhydro system also can 
be quite inexpensive. There is just the one moving part, and 
bearing replacement is required only every few years. The 
intake can be the only point of regular maintenance, and the 
system shouldn’t cost anything but labor to maintain. On the 
other hand, PV arrays that are mounted on fixed racks have 
no moving parts, or intakes, to maintain. 


Hugh Piggott, Scoraig Wind Electric 
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Courtesy Hydroscreen 


David Seymore, Asian Phoenix Resources 


The right intake design will affect system performance greatly. 


PV and microhydro systems aren’t always treated equally with 
various incentives (rebates, tax credits, and net metering may only 
be available for PV systems), so that may also be a consideration. 
Financial viability is ultimately a personal assessment of the value 
of the energy produced for the system owner. 


Q: What financial incentives are available for 
those who install a microhydro system? 


Microhydro systems seem to have the fewest incentive 
programs worldwide. The incentives vary widely, so a 
generalization is impossible. If you have a farm, you may 
qualify for financial incentives to use the same water for 
multiple purposes. 

Incentive programs tend to come and go, and can be fairly 
arbitrary. If you are counting on government money, act on 
it sooner than later. The paperwork burden in some cases can 
be significant. Check out your local incentive situation as part 
of the site assessment process. 

Long-term, low-interest financing is quite a powerful 
incentive. Microhydro rebates tend to not be generous enough 
to affect the payback time very much, and therefore often don’t 


Denis Ledbetter, Lo Power Engineering 


Courtesy Lo Power Technologies 
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Courtesy Hartvigsen-Hydro 


Christopher Freitas, WiFu Energy 


work very well. Every incentive situation is unique as well. Off- 
grid electricity from fuel-fired generators may cost something 
like $1 per kilowatt-hour to produce. This is a powerful 
incentive because well-designed and implemented off-grid 
microhydro typically costs less over the long term. Generators 
are noisy, stinky, and expensive. By contrast, a microhydro 
system can quietly run for years on end, dependably providing 
energy with a minimum of hassle and no emissions. 


Q: In what cases do you advise people to go with 
an alternative to microhydro? 


The decision on which resource to use for an RE system 

depends on: 

e Economic issues: what do they pay for electricity currently? 
How have rates increased over the years, and what's their 
expected rate of increase? 

e Location 

e Grid availability and connection costs 

¢ Quality of the hydro resource 

e Household energy consumption 

e¢ Homeowners’ environmental philosophy 


Q: What is the typical process required to get 
regulatory approval for home hydro systems, 
and where do potential users find information 
about it? 


Local regulations vary widely. Water rights are regulated 
everywhere and must be respected. Wherever you are, check 
with appropriate authorities before spending significant 
money on construction. Start with the water resources 
department where you live. Some states have little to no 
requirements and some states have a great deal of red tape. 
It should be about natural law and ecology with good 
sense, and most small hydro systems have a very minimal 
impact on the environment. From anecdotal reports, many 


Joseph Hartvigsen, Hartvigsen-Hydro 
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Scott Davis, Friends of Renewable Energy 
BC 


home-sized systems are not permitted because the level of 
regulation is out of scale with the potential impact, and the 
value of the systems to small landowners exceeds their desire 
to work with bureaucracies. For larger grid-connected systems, 
it can run the gamut—from just getting local water regulator 
permits to having to appeal to the Federal Energy Regulatory 
Commission for licensing or exemption. Both levels seem to 
be arbitrary and indeterminate processes. Working the system 
seems to be much more practical abroad, such as in the U.K. 


Q: What are common challenges encountered in 
installation? 


Each site has its own challenges, but most are overcome by 
the use of common sense and some basic engineering skills. 
Steep, wooded terrain and rocky stream courses can make 
installation more difficult. 

Specific challenges include: 


e Intake site selection and installation 

e Proper pipe selection and installation, including dealing 
with poor access and long distances 

e Routing pipeline or power line over rough or steep terrain 

¢ Avoiding private land, public land, or road crossings 

e Air blockage in pipes laid with an uphill slant 

e Proper transmission cable selection, installation, and 
protection 

e Inaccurate measurements of head, flow, and distances 

e Protection of penstock from sun, slides, and other physical 
damage 

e Permitting and regulatory issues 

e Freezing conditions (i.e., ice plugging screens and low 
water levels) 


Another significant challenge in microhydro installation 
is finding local, experienced installers. Many more people 
install solar-electric systems and some also install wind- 
electric systems with some level of expertise, but microhydro 
is the most obscure of the renewable technologies. 
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Courtesy Canyon Hydro 


Courtesy SunWater Power Systems 


An excavator lifting a 3,000-pound section of 8-inch steel onto a 
steep slope. The pipe was then pulled 500 feet up the hill using 
the excavator and a long steel cable through a pulley. 


Q: Have there been any notable advances in 
turbine, control, or system design strategies in 
recent years? 


There have been only a few major advances. Some 
improvements have been made by tweaking original designs, 
such as adjustable guide vanes on certain low-head, propeller 
turbines and adjustable permanent-magnet alternators. 
Modern electronic load controllers have freed us from the 
need for the elaborate and delicate mechanical speed-governing 
systems used in the past. Inexpensive permanent magnets now 
allow manufacturers to offer very efficient, simple battery- 
charging alternators. The use of induction motors as generators 
has reduced the cost of basic AC hydro systems. 
Hydropower systems continue to become more 
efficient and reliable, but most hydro systems are based on 
fundamental principles that have been proven for more than 


Mike New, Canyon Hydro 


Courtesy Ecolnnovation 
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100 years. New on the scene is the ability to maximum power 
point track (MPPT) a hydro turbine, which can solve some 
of the mid-range transmission issues mostly for 12- or 24- 
volt systems. MPPT controllers allow a hydro turbine to run 
above battery voltage, allowing longer wire runs and more 
efficient output—both in the operation of the turbine and in 
the line losses. And rather than having to manually adjust 
some alternators’ magnetic field as battery voltage and flows 
fluctuate, a MPPT controller can do it electronically. 

Grid-tied equipment is gradually moving into the 
microhydro world, increasing the opportunities to sell 
energy to local utilities. “Bleeding edge” technology has 
experimenters using PV arrays as part of hydro control 
strategies (using the array as a zener diode) in both battery- 
based and batteryless systems. 


Q: What kinds of maintenance do microhydro 
systems require? 


As with all machines, hydropower systems require 
maintenance. Bearings must be checked occasionally and 
lubricated as necessary. Intake systems must be cleared of 
debris that might hinder water flow. When there are seasonal 
changes in flow, it may be necessary to change nozzle or gate 
settings. In some cases, ice at intakes can be a problem. You 
may need to check that the pipeline is free of damage and 
supporting anchors are secure. Other maintenance includes 
replacing generator bearings and periodically checking 
electrical connections for corrosion. 

It’s good practice to shut down your hydro system at least 
once a year to inspect the runner and other hydraulic components 
for wear. For battery-based systems, you need to care for your 
batteries, ensuring that they are sized correctly to start with, and 
that they are fully charged most of the time to get the best life from 
them. Top up with distilled water when needed. 

Properly maintained, a quality hydro system will run 
reliably for many years. 


Robert Weir, Hydroscreen 
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Courtesy Hydro Induction Power 


Courtesy SunWater Power Systems 
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Access 

Michael Lawley, director and engineer at Ecolnnovation in New Plymouth, 
New Zealand, has a degree in mechanical engineering and has lived off- 
grid for the last 16 years. Ecolnnovation manufactures hydro turbines 
using renewable energy. www.powerspout.com 


David Seymour, president and CEO of Asian Phoenix Resources in 
Victoria, BC, Canada, is a semi-retired mineral exploration geologist 
who, while working in Vietnam, recognized the positive impact that 
individual low-head microhydro turbines had on the residents of remote 
settlements. For 14 years, he has been supplying PowerPal microhydro 
products to more than 80 countries. www.powerpal.com 


Hugh Piggott, owner of Scoraig Wind Electric in Scoraig, Scotland, lives 
off-grid in windy northwest Scotland and specializes in homebuilt wind 
turbines. He would specialize in hydro if he lived in a suitable location, and 
has installed a number of small off-grid hydro systems ranging from 20 to 
7,000 watts. www.scoraigwind.com 


Jerry Ostermeier, owner/engineer at Alternative Power & Machine in 
Grants Pass, Oregon, has been focusing on hydro and off-grid applications 
in the renewable energy business for 32 years. www.apmhydro.com 


This heavy 
runner is being 
inspected for 
wear and bearing 
replacement. 


Jerry Ostermeier, Alternative Power 
and Machine 
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Mike New, vice president of Canyon Hydro in Deming, Washington, is 
a longtime hydro enthusiast who wrote the Guide to Hydropower and 
developed the public information site www.whyhydropower.com. www. 
canyonhydro.com 


Christopher Freitas, an electrical engineer with WiFu Energy in Big Lake, 
Washington, is a hydro system owner and renewable energy engineer 
who has worked in the RE industry since 1986. Recently, he’s focused 
on projects in the developing world, including Haiti, South Sudan, and 
Pakistan. www.sunepi.org 


Peter Talbot, owner of SunWater Power Systems in British Columbia, 
Canada, made his first hydro generator at age 8, and still enjoys the 
simple concept of harnessing flowing water to do useful work. To him, 
it’s not a job; it’s a passion. www.homepower.ca 


Scott Davis, president of Friends of Renewable Energy BC in Victoria, 
BC, Canada, is a renewable energy project developer and the author 
of Serious Microhydro: Water Power Solutions from the Experts and 
Microhydro: Clean Power from Water. 


Joseph Hartvigsen, owner of Hartvigsen-Hydro in Kaysville, Utah, has 
been building water turbines for a dozen years. While hydropower has 
always been a fascination, his direct involvement arose out of necessity 
to provide power on the family’s mountainous wheat farm in Idaho. 
www.h-hydro.com 


Denis Ledbetter, owner of Lo Power Engineering/Harris Hydro in 
Redway, California, divides his time between his family’s homestead in 
the coastal mountains of northern California and using RE to manufacture 
the Harris microhydro turbine. 


Robert K. Weir, president of Hydroscreen in Denver, Colorado, is a 
registered professional engineer with 43 years experience in diversion and 
screen engineering. He works directly with owners and engineers to design 
functional, cost-effective screening applications. www.hydroscreen.com 


Derik Veenhuis, owner of Hydro Induction Power in Redway, California, 
has been working in renewable energy and building hydro turbines since 
1980, developing his own line of low- and high-voltage turbines. www. 


hipowerhydro.com 
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as tough as they come 


Our solar modules can stand up to a lot of punishment. In fact, they are engineered to be 

particularly robust and durable. This has not only been proven through the long-term high 

yields of our client’s solar systems, but also through numerous tests. The independent = i oO 
German consumer protection society Stiftung Warentest gave us their top marks; and 

Oko-Test rated us as “very good”. Call 1-866-411-2536 for more information. 

Stiftung Top Grade 

Warentest GOoD 


Photovoltaic modules 
aleo S 18 


Tested: very good 
13 solar modules 
Issue 5/2006 Issue 04/2010 


OUR NEW 2011-2012 FULL COLOR CATALOG IS AVAILABLE!! 


Backwoods is different because we know what we sell. Our technical sales 
staff live in homes that get their power from the wind, water and sun using BACKWoops SOLAR 


the products in our catalog. 2011-2012 
Planning Guide’ "Gs og —_— 


Our team is here to walk you through the installation and help with any 
questions that may arise. We offer FREE system design and after sale 
support by telephone and email. 


Our NEW 208 page color Planning Guide/Catalog teaches the basics of 
installing solar, wind and hydro electric systems. It is FREE to readers of 
HomePower magazine if you mention this ad! 


1589-HP Rapid Lightning Road 
Sandpoint, ID 83864 
backwoodssolar.com phone: 208.263.4290 


AMERICA’S MOST TRUSTED OFF-GRID SUPPLIER FOR OVER 30 YEARS 
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Nature provides us with the gift of energy through the sun, but unfortunately, nature’s wrath may not be all that friendly to your 
PV system under stressful conditions. Snow, wind, extreme heat or cold, and seismic activities can wreak havoc on underengineered, 
underdesigned and insufficiently tested racking structures. Only UNIRAC solar structures have been engineered and third-party 
tested to withstand the harshest of elements and events for a long and enduring service life. Complies with IBC, IRC, ASCE-7-05, ADM, 
AISI, AISC, NEC and UL. For the highest level of engineering and construction with the lowest cost ae ~ 
of ownership in the business, Unirac is the 24/365 solution for performance in and out of the sun. — U N | RAC 


Visit unirac.com for more information. A HILTI GROUP COMPANY 


Not just for sunny days. 


Bright Thinking in Solar 


www.unirac.com 
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Microhydro Myths | (=3 
& Misconceptions |, 


by Benjamin Root 


Making electricity from falling water can 
seem like magic, and that’s led to lots 
of misconceptions. Here, we'll separate 
fact from fiction when it comes to what 
microhydro systems can and cannot do. 


reputation of being the holy grail of home renewable- 

energy (RE) systems. While they lack some of the hype, 
magic, and bling of solar-electric (photovoltaic) systems, 
microhydro systems are a simple technology that most people 
can understand...at least in general. In this article, we'll look 
at some common microhydro system misconceptions, most of 
which come from folks looking for shortcuts to the reward of 
cheap electricity. 

Modern microhydro equipment comes from proven 
technology based on designs that have changed very little over 
the decades. Pelton and turgo wheels, the typical spinning water- 
wheel component, were invented in 1870 and 1919, respectively. 
The point is, this technology has proven its reliability and 
functionality with more than a century of performance. 

The cost of these systems, and thus the cost of the resulting 
electricity, also has the reputation for being very reasonable 
when compared to other renewable or home-generated 
sources. While PV module prices have recently dropped, they 
are still a high-tech and expensive commodity. Microhydro 
systems can arguably be considered low-tech, with civil works 
and pipelines often being the majority of the system cost. Of 
course, the actual cost varies significantly from site to site, and 
from system to system. 

Another element that keeps microhydro-generated 
electricity low in cost, and thus high in desirability, is the 
system’s continuous duty cycle. While PV systems only 
produce electricity when the sun is shining (and wind- 
electric systems when the wind is blowing), microhydro 
systems aren’t affected by nightfall or weather blocking the 
sun. Even a small hydro resource can provide electricity 24 
hours a day, and often 365 days a year (if the water source 
is year-round). The bottom line for any renewable energy 


R esidential-scale microhydro-electric systems have the 
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system is the amount of energy it can produce annually. A 
low power source working all of the time can often produce a 
lot more energy than a more powerful source that only works 
intermittently. 

So, why doesn’t everyone have a microhydro system? 
Herein lies the challenge. A viable hydro resource is dependent 
on the availability of falling water at, or near, the site of the 
electrical loads. It is the weight or pressure of that flowing 
water that spins the turbine to produce electrical energy. Not 
everyone has access to a stream or spring of adequate volume 
on their property, nor does everyone have the topography to 
create the vertical drop needed to pressurize that water with 
gravity. See the “Microhydro Rules” sidebar for a formula 
about how water flow and vertical pressure (head) combine 
to determine the power available from a potential hydro site. 
That site-assessment formula will help debunk some of the 
myths that follow. 

Many microhydro misconceptions are a combination of 
misunderstanding some of the basic properties of physics, 
and an overzealous optimism about the potential of RE 
resources. Here, we hope to correct the misconceptions about 
physics, while at the same time further encouraging educated 
optimism. Once you've had a little reality check here, we 
suggest you read some of Home Power's other articles on the 
basics of hydro site assessment and microhydro systems (see 
Access at the end of this article). Perhaps you really do have 
untapped hydro potential waiting for you. 


web extra 


For more on microhydro systems, see “The Basics” at 


www.homepower com 
: 
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Myth 1: Closed-Loop / 
Pumped Storage 


By far, the most common flawed design that we hear about 
at Home Power is the closed-loop system—that is, some 
scheme to pump water for the hydro turbine, and then have 
the turbine produce the electrical power for the pump...ad 
infinitum. Some of these schemes are simple “hydro-in-a- 
bucket” designs where the pump is expected to pressurize 
the water for the hydro turbine. Others are more involved, 
planning to pump water uphill to a pond or tank, and then 
let gravity do the job of running the turbine. All the while, 
the designer is expecting to get extra usable electric power 
from the turbine’s output—beyond what the pump is using. 
Whether large or small, all of these designs suffer from the 
same flaw in thinking. 

The first law of thermodynamics says that energy can 
neither be created nor destroyed. All of the energy systems 
(renewable and otherwise) that we rely upon convert existing 
energy into a form that we can use to do the work we want 
to do. In a hydro-electric system, the energy of moving water 
is transferred to a rotating shaft, converted to changing 
magnetic fields, and then converted to moving electrons 
(electricity). But at no point is energy created. If we use that 
energy to create magnetic fields again, spinning a shaft and 
pumping water up to a tank on a hill, we still haven’t created 
any energy. We’ve just changed its form again. 

In a perfect universe, perhaps it could be argued that 
such a pump and turbine arrangement could run perpetually. 
But it wouldn’t do us any good, because we want to use that 
electricity to do some work besides just running the pump. 
Using any electricity for other tasks would be robbing the 
pump of the power it needed to keep up with the turbine, and 
the loop’s interdependence would break down. That, and the 
fact that there are always other forces robbing energy from 
the system, means that such a loop wouldn’t run for long, and 
that no additional energy could be extracted from it. 

Those additional energy-robbing forces, mostly friction, 
are the imperfections that cripple this closed-loop design. 
Every component of such a system has an operating efficiency 
of less than 100%. That means each conversion step in the 
process wastes some of the potential energy that the system 
started with. We know that energy is not being destroyed, 
but it is being allowed to escape the loop in the form of heat, 
vibration, and even noise. It is being converted into a form 
that we can’t readily use, or even recover. 

Let’s look at some typical microhydro system efficiency 
numbers: 


e Penstock (pipeline) efficiency = 95% 
e Nozzle and runner efficiency = 80% 


e Permanent-magnet alternator efficiency = 90% 
e Wiring and control efficiency = 98% 


0.95 x 0.80 x 0.90 x 0.98 = 0.67 


By the time the water has moved through this example 
microhydro generator system, only 67% of its initial potential 
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Microhydro Rules 


The instantaneous power available from a microhydro system is 
based on two main factors: 


e The quantity of water (per unit time) moving in a river or 
stream, and that is available to be diverted through the turbine, 
is called flow. It is expressed as a rate such as cubic feet per 
second (cfs) or gallons per minute (gpm). 


e The pressure that drives that flow is caused by the vertical 
height between the intake and the turbine. The head is basically 
the weight of that water column and can be expressed as 
pressure (psi or bar), but is more often discussed in terms of 
vertical feet of head since that relates directly to the topography 
of the site—2.3 vertical feet of water will create 1 psi. 


Together, head and flow are the driving forces that spin the 
turbine at the bottom of the system. A hydro system designer will 
use these two measurements to determine the pieces and parts 
necessary to optimize a system. Intake and turbine locations 
will be chosen to maximize head, while minimizing pipe and 
wire runs and other site-specific challenges. Pipe will be sized 
to balance reducing friction loss with keeping costs in check. 
The number of nozzles, runner type and size, and alternator size 
will all be carefully balanced to work with available flows without 
depleting the source (and ideally, without negatively impacting 
the local ecology). And the efficiencies (inefficiencies) of each 
component in the process will be calculated for an accurate 
estimate of the power available at the site. 


But there is a simple formula to guesstimate a site’s general 
hydro potential without going though all of the formulas and 
variables of turbine choice and pipe sizing: 


Head (vertical ft.) x Flow (gpm) + Derate factor = Power (W) 


The derate factor is commonly between 9 and 13. This range 
has been determined over the years from the measured real- 
world performance of professionally installed hydro systems. 
A low derate factor like 9 would be appropriate for cases with 
good head and flow, and relatively short pipe runs and other 
inefficiencies. Higher derates, like 13, would be for cases where 
either head or flow (or both) is challengingly low, or other obvious 
inefficiencies will occur. This factor also takes into account the 
canceling out of units to arrive at watts; do not try this formula 
using cfs, psi, or other units of measurement. 


In some of the myths in this article, this formula is used to 
illustrate example scenarios. Because these myths are so 
fallacious, we can use a nice optimistic 10 as a derate factor. (In 
fact, with the tiny systems described, the derate might actually 
be twice that.) Besides making the math easy, you'll find that 
even giving a myth this benefit of the doubt won’t make it stand 
up to the real tests of physics, financial viability, or both. 


You should feel encouraged to use this formula as a starting 
point in assessing your site’s hydro potential. It may help you 
decide if you should contact a professional system designer, or 
drop the idea. Besides, the variables you used in the formula will 
be the first questions that a pro will ask, (So make them accurate). 
Knowing your site’s measured head and flow in advance will 
save everyone time and money. (See “Intro to Hydropower Part 
2: Measuring Head & Flow” in HP704.) 
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energy has been converted to electricity. In fact, this would 
be considered very good performance—typical systems are 
about 55% efficient. 

Now let’s consider the efficiencies of pumping that water 
back to the hydro intake for reuse: 


¢ Pipe efficiency = 95% 
e Pump (motor and impeller) efficiency = 65% 


0.95 x 0.65 x 0.67 (from above) = 0.41 


By the time the water had gone all the way through the 
system, only 41% of it would be returned to the top of the 
intake. After a second loop around, only 17% (0.41 x 0.41) of 
the water would be left. 

If there isn’t a water supply with useful head and flow to 
start with, nothing will happen—the pump won’t run because 
it won’t have electricity; the hydro turbine won’t have 
electricity because the pump isn’t running. Adding water (or 
electricity) to “prime” the loop will make the loop operate 
only as long as the priming continues. 

This is where creative folks start asking questions about 
bigger water tanks; larger pipes with less friction loss; tanks 
on a tower for shorter pipe runs; more head, and less flow; 
less head and more flow; adding batteries (only 80% efficient 
themselves); or even just piping right from the pump to the 
turbine—anything to improve system efficiency. In fact, the 
simplest thing that could be done to get rid of inefficiencies 
would be to skip the water components altogether; just hook 
the shaft of a motor directly to the shaft of the alternator, and 
the alternators output wires directly to the motor (somehow, 


Utility-Scale Pumped 
Storage 


Utility-scale hydropower facilities do pump water uphill. But 
their goal is not so much to gain or create more energy as it 
is to reduce overall losses. The utility grid needs to be able to 
provide power on demand, but its power plants (coal, natural 
gas, nuclear, and hydro) are slow to come online or take 
offline. And solar and wind facilities sometimes make power 
when it’s not needed. To meet changing customer needs, 
plants are often running “in wait,” with nowhere to send that 
power—that energy is potentially wasted. Hydro facilities 
can divert that unused power to pumping water back to 
the top of the hydro dam, where the potential energy can 
be stored for use when loads on the utility grid surge again. 
The reservoir is used like a giant battery for grid energy. And 
while efficiencies on that pumping are 70% to 85% (a 15% 
to 30% net loss), that’s a lot better than wasting all of the 
excess power of idling power plants. 


the fallacy in that thinking is easier for us to understand). But 
no matter the variables, the outcome will be the same—total 
efficiency will be less than 100% and no energy will be gained. 

Moving energy around and changing its form, like from 
chemical to mechanical to electrical, is only a way to lose 
some of it. These efficiency losses are part of the price we pay 
to get energy into a format that we can use. We can lose more, 
or we can lose less, but adding complexity is inefficiency and 
will never result in a net gain. 


Myth 2: Rooftop / Downspout Hydro 
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A second common microhydro-electric scheme that we are often asked about is the i 
viability of putting turbines on a home’s gutter downspouts to generate electricity 

from the rain. Some imaginative folks know enough about hydro to understand that 
the energy has to come from somewhere (in this case, from the forces of nature), and 
that the height of the roof can contribute head (pressure) to spin that turbine. 

The mistake in this scenario is a simple and honest one of scale. While some hydro 
units have been designed that can function on low head, such as from the roofline of 
typical homes (and even lower), a hydro turbine’s power output is a product of head 
times flow. And it is a lack of significant flow that is the defeating factor in the power 
equation when relying on rooftop rainwater collection. The watershed drainages 
for even small streams are usually measured in thousands of acres or square miles. 
Home roofs, even big ones, are measured in mere thousands of square feet. 

Let’s look at example calculations for a large house in a very rainy place—Seattle, 
Washington, gets about 40 inches of rain per year, with November being the rainiest 
month at an average of about 6 inches. 

Let’s assume that a tall two-story house would give us a 25-foot-high roof, and 
thus 25 feet of head. This 6,000-square-foot home has about 3,000 square feet of 
rainwater collection area (remember, it’s two stories). That means that in November, 
this house would receive about 1,500 cubic feet of rain, or 11,220 gallons. 

If that rainfall came as a constant drizzle all month long, flow from the roof would 
be only about !/4 gallon per minute. Currently there is no turbine on the market to 
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work with that flows that low, but using our microhydro 
power formula (see sidebar), we could theoretically get 468 
watt-hours that month. 


0.26 gpm x 25 feet + 10 derate = 0.65 watts x 720 hrs./mo. 
= 468 Wh 


So even if there was a nanohydro plant that could harvest that 
small flow, it would result in less than 1/2 kWh of electricity—per 
month!—and only 3 cents worth of electricity in Seattle. It’s a tiny 
fraction of what even an energy-efficient, 6,000-square-foot home 
would use in a day, not to mention a whole month. 

Would the available energy increase if we weren't dealing 
with a constant drizzle? What if, to increase flows to a usable 
rate, and hopefully increase viable energy production, we 
could hope that all that rain came in a great deluge of 1 inch 
per hour (a 100-year storm, in Seattle) over six hours! At that 
unlikely amount of rain—practically all at once—flow from 
our example roof would be about 31 gpm. That is a more 
viable flow rate for hydro turbines on the market and gives us 
a projected power production of 77.5 watts, but only for those 
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six hours. The total of 465 Wh per month is about the same 
energy as the drizzly example above (the minor difference is 
from rounding significant digits). 

This is when inventive thinkers will begin planning for 
taller homes, or additional rain-collecting roof areas, and 
tanks to hold the water for release all at once to increase 
flow. But even that 11,220 gallons of water that falls on our 
3,000-square-foot roof that month would weigh almost 47 
tons if stored. Imagine a structure at roof level capable of 
supporting that kind of load just to generate a minuscule 
amount of energy. And remember, these discouraging energy 
production numbers are for the rainiest month, in one of 
America’s rainiest cities. Other months, other places, and 
smaller houses can only deliver worse performance. 

In this case, it would be better to just spend the money on 
a PV system. To put things into perspective, even in Seattle, 
which gets only an average of 1.7 peak sun-hours per day 
in November, an inexpensive (less than $100) 15-watt PV 
module would make close to the same amount of energy as 
the proposed rooftop hydro system. 


Myth 3: Hydro from Municipal 
Water Supply 


So, a thinking person might begin wondering where they 
could get good water pressure and adequate flow necessary 
to run a microhydro turbine. It’s the kind of question an 
inspired hydro wannabe might ponder, say, while standing in 
the shower. And that’s when another common hydro scheme 
is hatched. 

Typical municipal water pressure is between 40 and 80 
psi, the equivalent of 92 to 185 feet of head. That is definitely 
enough for a hydro system. And if available flow is about 
10 gallons per minute, say at the bathtub faucet, then surely 
there must be some real power available whenever we turn 
on our faucets. 

However, if we use our example power formula with 
a common pressure of 60 psi (138 feet), we get a projected 
power output of about 138 watts. 


138 ft. x 10 gpm + 10 derate = 138 W x 24 hrs. 
= 3,312 Wh per day 


That 3.3 kWh per day is something—but not a lot. An 
average American household uses about 30 kWh per day, so 
would need nine of these units. 

For the sake of argument, let’s assume a very energy- 
efficient home that could run on 3.3 kWh per day. Why not 
then use such a hydro system? Or, why not offset a portion of 
a home’s loads with hydro? Every little bit helps, right? 

The 3.3 kWh figure is based on using 10 gallons per 
minute—24 hours per day. That’s 14,400 gallons per day. At an 
average cost in the United States of $1.50 per 1,000 gallons, that’s 
$21.60 per day in water costs just to generate 36 cents worth of 
electricity (based on the U.S. average of $0.11 per kWh). 
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Then there is the ecological and moral impact—remember, 
this is water that has been treated and purified for human 
consumption, and uses pumps to maintain that pressure— 
processes likely paid for in part with taxpayer money. Costs 
aside, what are the implications of pouring good clean water 
down the drain just to make a little electricity? 

Finally, just to add a final coup de grace to this hydro 
scheme, remember that most of what we do with our domestic 
water requires water pressure, as well as flow, to get the job 
done. Taking the energy out of water to make electricity robs 
that water of its pressure—water merely falls dead (depleted 
of energy) out the bottom of a hydro turbine. And pressure at 
other faucets may be anemic at best—imagine trying to rinse 
shampoo out of your hair while a hydro system is running 
full-bore in the same home. Not so effective, or enjoyable. 
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Myth 4: Reducing Pipe Size 
to Increase Pressure / Power 


There is no substitution for head and flow in an effective 
microhydro system. When head is inadequate, we 
begin to think of creative ways to increase pressure. 
The simple example of watering the garden with a 
hose comes to mind. Doesn’t putting your thumb 
partially over the hose opening increase the pressure, 
shooting water farther across the lawn? What if 
you use a spray nozzle instead of your thumb? 
Didn’t you just increase the power of that system 

by reducing the size of the nozzle? And therefore, 
couldn’t you increase head (and thus power) in 

a hydro system by starting off with a large pipe 
diameter and then reducing the pipe size on the way 

to the turbine? 

Sorry, but no. When a pro measures head in a hydro 
system, they note two different types. Static head is the 
pressure at the turbine with the bottom valve closed, and thus 
no water moving. It is the pressure, from the weight of all the 
water in the pipe above the turbine. This pressure, measured 
in pounds per square inch (psi), is in direct proportion to the 
height of that column of water. For every 2.3 feet of vertical 
head, you'll measure 1 psi. Because it is directly proportional, 
there’s no need to put in pipes and fill them with water to 
measure it; just measuring the vertical drop between water 
source and turbine site will give you an accurate static head. 

But static head is just a maximum starting point. Dynamic 
head is the adjusted theoretical pressure in the system when 
inefficiencies like friction loss of pipes, joints, elbows, and 
valves are considered. These things hinder the flow of water 
through the system, and therefore some of its potential 
energy. Dynamic head is the result of static head minus 
these power losses, and provides a more accurate estimate of 
turbine performance. 

Adding a smaller pipe section or nozzle is basically 
adding another restriction in the pipe that creates resistance 
to the flow of water. It effectively lowers the dynamic head of 
the system and thus also lowers the total power available in 
the system. 

“Wait,” you say, “what about the hose spraying farther 
across the yard?” Or maybe you are savvy enough about 
hydro systems to know that impulse turbines actually use 
nozzles to shoot a stream of water at the spinning runner. 
Well, you are right, but neither pressure nor power are being 
increased by the nozzle. Instead, the existing energy is being 
concentrated into a smaller point and at higher velocity— 
which is a more usable form for the turbine—but, in the 
process, some of that energy is lost to friction. 

The purpose of a nozzle is to increase the kinetic energy 
of the flowing water by increasing its velocity. But this is at 
the expense of its potential energy in the form of pressure. In 
fact, on the outlet side of a nozzle, there is no pressure in the 
water; it is carrying all of its energy in the form of fast-moving 
kinetic energy. And it is the force of this kinetic energy against 
the turbine’s runner that makes it spin. But no increase in 


energy was created. In fact, that water moving faster through 
a nozzle has more friction loss, reducing our dynamic head 
and total available power in the system—less power, but in a 
more useful form. 

There is never any more power available than the 
theoretical maximum based on the initial static head (at a 
given flow). Every component and change in the form of 
energy in the system acts as an inefficiency, reducing actual 
available power. Some of those losses are necessary ones 
(getting the water down the hill, shooting it at the runner, 
etc.). Good design can reduce losses, but they can never be 
eliminated completely. And they definitely can’t be changed 
to net gains. 


Myth 5: In-Flow / No-Head 
Systems 


It’s starting to sound like only those folks with a stream or 
river on their property have a viable hydro system. But if 
you do have a good-flowing stream, you’re all set for hydro 
power, right? Well, it’s even more complicated than that. 

We know that the power available to typical hydro 
turbines is a product of the head (pressure) and flow rate. So 
we also know that as head decreases, flow must increase to 
make the same amount of power. But what about folks with 
a nice river flowing along relatively flat ground? There must 
be some energy available in that strongly moving mass of 
water, even though it isn’t falling from a height, right? Well, 
yes and no. 

Besides just turbine size, there are different turbine 
technologies designed to take advantage of the ratios of head- 
to-flow at a given hydro site. But as head decreases, the energy 
gets harder and harder to capture. Reaction turbines, designed 
for low heads (as low as 2 or 3 feet) spin inside a column of 
falling water, but need high flow for significant power. 

But what about situations with basically no head at all? 
What about that big river flowing through a flat plain? Well, 
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try putting zero head into our hydro power equation 
and you will find that, no matter how much flow 
there is, the power output will be zero, too. To be fair, 
there must be some head for the water 
in a stream to be moving at all, and 
thus there must be some power there to 
capture. But even though the movement 


of that flat-water stream looks enticing, = 
there isn’t much potential to start with, A . 
compared to the same water dropping down moa 
a hillside. And then there’s the challenge in 7 —T ~-& 
capturing it. ~ nih}; 

To make up for lack of head, flow ny — 
oe to be prea ne eee the eet ae <a 9 =— — 
must be flowing very fast, and/or a very large ee ee = 
area of river must be captured. Both create challenges ‘ ———e 2» oe oe eaany etn! 
in the integrity of the mounting structure and turbine runner em 


itself, plus the added danger from river debris. 

A fast-moving river is often only moving fast in the 
center. Near the banks, shallows, or along the bottom, friction 
reduces the flow. The speed of the river in the center can’t 
necessarily be extrapolated to the whole cross-sectional area. 
Instead, there are specific formulas to account for the reduced 
flow along the bottom and shallow sides of a stream. 

And even a quickly flowing river is moving a lot more 
slowly than the runner in a jet-driven impulse turbine in a 
system with higher head. A slowly spinning runner needs to 
be geared to create the rotational speeds necessary to generate 
electricity with an alternator. The gearing adds further 
complexity and friction loss to the system—more inefficiency. 

We're not saying that it can’t be done. But we are saying 
that it’s unlikely that you can buy anything off the shelf that 
will do an adequate job for you. There have been, and will 
continue to be, many inventions intended to capture energy 
from the flow in a river. These “in-flow” or “current turbine” 


designs come and go, and come again, but we rarely see 
anything that performs to a level that warrants a reliable 
consumer product. There are a couple of in-flow products 
on the market (Ampair and Jackrabbit) that were originally 
designed for towing behind sailboats or barges. Some have 
adapted these to use in streams, but the small swept area 
of their propeller requires high-velocity flow to make much 
usable power. 

If you are a tinkerer, and enjoy the creative challenge of 
hydro design, you may be able to fashion an in-flow turbine to 
make some power (though it may never pay back financially). 
But if you are being tempted by commercially available in- 
flow turbine designs, caveat emptor. Do your homework 
by talking to other reputable hydro installers about your 
resource and options. Be realistic about your capturable 
stream area and flow rate. And ask for real-number data, and 
references, from the turbine manufacturer. 


Head & Flow: Check Your Reality 

While microhydro power is a reliable and proven technology, 
often at a reasonable cost, it’s completely dependent on the 
resources available on a site-by-site basis. Either your site has 
reasonable hydro potential, or it doesn’t. And it all depends 
on the quantities of head and flow. There’s no cheating the 
laws of physics. There is no way to create energy. There is no 
free lunch. 

That doesn’t mean that there aren’t ways to optimize 
your hydro potential to get the most energy out of your 
resource. That’s where professional designers and reputable 
manufacturers come in. They have the knowledge to make 
decisions on siting and equipment that will maximize the 
energy made from the head and flow that is available. 
Intake type, pipe sizing and routing, the size and number of 
nozzles, runner type, alternator size and type, controller type, 
and system voltage are all variables that, when combined 
properly, will make or break your system performance and 
financial viability. 


So give up on the free energy designs. Instead, read some 
of Home Power's real-world articles on hydro system design, 
do a preliminary measurement of your stream’s actual head 
and flow, and call a reputable microhydro professional. 
That’s the best scheme for maximizing your hydro system’s 
performance. 


Access 

Benjamin Root is no expert on microhydro power, but with 15 years 
on staff with Home Power, he has seen a frustrating repetition of 
misconceptions about renewable energy’s potential...and hydro seems 
to take the brunt. Before you try to debunk Ben’s debunking, he 
suggests you do the same thorough research that he did to write this 
article. 


Related microhydro articles in Home Power: HP103, 104, 105, 117, 
124, 125, 126, 132, 136 
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onto my bike has been a fascination 

of mine since I was a kid and first 
saw the DIY gas bike kit ads in the 
back pages of Popular Mechanics. It was 
probably second only to the idea of 
strapping a bunch of hot-air balloons to 
a lawn chair and coasting over the trees 
in my neighborhood. 

Although I’ve come close to building 
something like my motorized bicycle 
boyhood fantasy, it always got eclipsed 
by something more practical—until I 
saw the electric conversion kits. 

Converting a standard bicycle to 
electric power is remarkably simple. 
You can approach it from a complete 
DIY perspective and build it all from 
scratch; you can adapt motors and parts 
from salvaged electric scooters; or you 
can buy complete turnkey kits with 
everything you need—instructions and 
all. Finally, the fantasy became practical. 


[es to confess—bolting a motor 


The newly electrified bike goes for its first test drive—with success! 


Why Go Electric? 

There are plenty of reasons that people like electric-powered, 
or electric-assist bikes. They’re so much simpler, smaller, and 
lighter than electric motor-scooters or motorcycles; they can 
be pedaled efficiently and easily; and, in most states, you 
don’t need special licensing or permits to ride them. Electric 
scooters’ pedals are just for regulatory show—to qualify them 
for “motorized bicycle” status in the eyes of the government. 
They are too heavy to pedal, realistically. Electric bikes allow 
an avid bicyclist to enjoy the open road, and help out on 
the hills or on that long road home. They can help you keep 
up with the group, if you like to ride with more extreme 
bicyclists. 

They also let you pull more weight—for a trailer, groceries, 
or gear to the beach—and you can jump on the bike, run 
your errands, and come home without a huge workout. You 
can use the bike for a commute, and arrive ready for work 
without the need for a shower and a change of clothes. 

Police departments find an advantage in electric bikes: 
They can pedal around all day, and enjoy all the benefits, 


A rear-wheel 
hub motor. 


tactical and otherwise, of “bike detail.” However, if they get 
a call some distance away, the 30 mph top speed of many 
of these bikes can quickly get them where they need to be 
without being winded when they arrive. 

For city dwellers, electric bikes are light enough to bring 
into a building and up elevators for storage and recharging 
in your apartment—something you just can’t do with an 
electric motor-scooter. If you’re keeping yours on the street, 
the removable batteries of an electric bike allow for easy in- 
apartment charging. 

“Range anxiety” is avoided with an electric bike. If you 
run out of battery energy, you simply switch to leg-power 
and pedal your bike home or to the nearest electrical outlet. 


Conversion Parts 

Factory-built electric bikes can cost in the $1,200 to $1,800 
range, not prohibitive to bicycle enthusiasts, but the kits can 
be cheaper, from $400 on up. The components include the 
bike, motor, motor controller, batteries, and rider controls. 
There are a few extras available, but those are the basics. 


Bikes. The choice of bike for the conversion process really is 
up to you. Kits are made to accommodate standard, modern 
designs. With the exception of only a few obscure models, 
nearly any bike will convert easily. 

I bought a new bike specifically for my conversion, so 
there was a lot to choose from and no repairs or alterations 
were needed. Most electric bike shops are willing to talk 
about the process of electric conversion. East Coast Alpine, 
in Danvers, Massachusetts, helped us find a bike that would 
be a good fit. Many bike shops are beginning to add electric 
bikes to their product offerings, so it’s something they’re 
embracing. 
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An outboard-mount Currie motor and drive. 


Motors. The most common type of bike conversion motor 
is the hub-integrated motor, built into the wheel—there’s 
no drive train to deal with and no radical modification 
of the frame required. Generally, you buy the motor and 
wheel as a prebuilt unit. They are built to accommodate 
the drive gears of your pedal-bike, and its braking system. 
You simply place the order and specify what size and type 
of wheel you need, and the motor/wheel comes complete. 
Installing it is simply a matter of 
mounting the tube and tire on your 
new wheel, and replacing the original 
wheel with the powered one. 

There are two basic types of 
integrated hub motors: geared, and 
direct drive. The geared motors are 
smaller and lighter, and they offer less 
resistance when you're pedaling. The 
direct drive motors are bigger, and 
can be more powerful, but are heavy 
and have more pedaling resistance. 
If you’re going for a power-assist 
strategy, where the motor is there 
to help you out, the slightly more 
expensive geared motors are the way 
to go. If you’re looking for a high- 
powered ride that you’re probably 
not going to pedal much, one (or 
two) of the larger direct-drive motors 
will give your bike more of a motor- 
scooter/moped feel. 

There are some motors that ride 
“outboard” of the wheel, but they’re 
fading from the market. These also 


require a special wheel, with a separate 
drive gear for the motor on the bike 
hub, and are generally cheaper than 
a hub motor. They’re bulkier, not as 
powerful, and add weight on the left 
side of the bike, not the center. With 
the progress being made in hub-motor 
development, they’re not as attractive 
an option for a daily ride. 

Motors’ maximum speed is 
determined by the voltage—the higher 
the voltage, the faster the motor will 
spin. A 48-volt motor will have a 
higher top speed than a 36 V motor 
(typical voltages for electric bike kits), 
but a 48 V motor needs more battery 
cells to produce that speed. If you’re 
looking for a simple assist, 36 V is 
fine; if you’re looking for scooter-like 
performance, you're going to want a 
48 V kit. 

The second critical rating is the 
motor’s power capacity, rated in watts. 
This will tell you how much weight it 
can pull and give you a pretty good 
idea of top speed and acceleration. The smallest motors 
you'll see on an electric bike are around 250 W, and will give 
you a gentle assist. More typically, you'll see a 300 to 350 W 
motor. The biggest hub motors are in the 1,000 W (1 kW) 
range, giving them a performance more like a true moped 
or motor-scooter. 

When making the motor choice, you can choose rear or 
front mount. Typically, you want to mount the motor on 


Dual 1,000 W Golden hub motors give near-motor-scooter performance. 
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Battery Types & Capacity 


electric bike 


Sealed Lead-Acid Performance Weight / Size Cost 
Strictly power-assist, : 
Below 10 Ah limited range Light/small Lowest 
10-15 Ah Powered, limited range Moderate/moderate Low 
Powered, 20+ miles range 
15+ Ah with pedaling Heavy/large Moderate 
Lithium-ion 
Strictly power-assist, ; 
Below 10 Ah limited range Ultralight/small Moderate 
10-15 Ah Powered, limited range Light/small Moderate to high 
Powered, 20+ miles range F 
15+ Ah with pedaling Moderate/moderate High 


the rear wheel to maintain the balance of the bike. The only 
time you'd stray from that is if you’re running a very small 
motor, or your bike won’t accept a rear wheel replacement. 
For instance, some bikes are equipped with 3- or 5-speed rear 
hub gears. In that case, if you put in a rear hub motor, you’d 
lose your gearing. 

Brakes can also be a complication. Most hub kits have 
options for wheel-caliper or disk brakes, but keep this 
in mind when you're making your decision—make sure 
your brakes are compatible. Almost all hub motors will 
fit in the axle space on a standard frame (100 mm front, 
135 mm rear). 


Batteries. Batteries are the oomph behind the motor, 
possibly the single-most important factor in the bike’s 
performance and cost. Two basic choices are available— 
lead-acid (L-A) and lithium-ion (Li-ion), a term covering 
a range of lithium-based chemistry. For the L-A choice, 
sealed batteries are usually used—they don’t need 
maintenance and they won’t leak if mounted on their side 
or tipped over. They’re low-cost but heavy for the amount 
of energy they provide. NiMH (nickel metal-hydride) is a 
choice you may see on occasion. Their weight-to-capacity 
ratio is somewhere between L-A and Li-ion; they were a 
common option a few years ago before Li-ion technology 
was readily available. 

For the same capacity (rated in amp-hours, Ah), Li- 
ion battery technology is usually half the weight of a L-A 
battery—but they’re typically about twice the cost. Li 
batteries have greater longevity, so they won’t need to be 
replaced as often, and the lithium is not as toxic as lead, 
although a little more difficult to recycle. You'll want a 
battery that provides 10+ Ah, no matter which type you 
choose. 

When weight-saving is important, Li-ion is clearly the best 
choice if it fits your budget. The good news is that the system 
is completely “battery agnostic’—that is, you can switch 
battery types at any point without having to make major 
changes in the system or design. You can add more batteries, 
you can change battery type, you can even switch between 
several types of packs as easily as you can remove and replace 


A rack-mounted lithium-ion battery pack. 


the pack, as long as the voltage is the same—for most systems, 
either 36 V or 48 V. It’s not at all unusual for people to start 
off with L-A packs and then upgrade to Li-ion when it is time 
to replace the pack. 


Controls. The motor controller is the little electronic box, 
usually about the size of a box of wooden matches, that 
controls your speed. Usually, the controller is mated to the 
motor, because it has to match with the motor type and 


A thumb speed 
control. 


A motor speed controller. 
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voltage. It’s the one component that is a little touchy, and 
where you're likely to get failures if you get them at all. 
Buy your controller and motor together, and make sure 
they’re right for each other. When you’re assembling your 
bike, mount the controller in as dry, cool and vibration- 
free a place as you can, such as on the center tube or 
luggage rack, and away from the wheels and fenders. One 
company, Golden Motor, goes so far as to mount their 
controller inside their hub motors—a great way to protect 
them from moisture and a good way to ensure a match 
between the motor and controller. 

Rider controls are pretty simple—a throttle, usually a 
twist-grip or a thumb lever and, sometimes, cutoff switches 
in the brake levers to ensure you’re not braking against the 
pull of the motor. A good kit will have rider controls that will 
blend nicely with the stock controls of the bike. 


What’s Available 

Each manufacturer has a range of price and power options, 
as demonstrated in the “Kits” table. One of the best online 
sources of information is from www.electric-bikes.com, but 
I leaned heavily on a local dealer, Paul Morlock of Electric 
Bikes of New England. Not only did he have some great 
products in stock, but he also had the experience to offer 
some great advice. 

Almost every package is based on products that 
originate from China, and some suppliers ship directly 
from China, which can take weeks, if not months, to 
arrive. You may get great support, or not...there’s no 
way of knowing. Returning defective parts can become 
a nightmare. There are several knowledgeable dealers 
around the United States, that have invested their time and 
resources to make sure they’re selling you a good product 
and will back them up. 

In ordering my E-BikeKit, which was shipped to me 
from Electric Bikes of New England, the dealer made a 
simple mistake—he specified the wrong wheel size, which 
we didn’t realize until I started the project. A quick call 
to him and, before I knew it, an order was placed for the 
correct wheel, to be shipped directly to me. It came the 
next day, along with a prepaid UPS label to return the first 
wheel. I also had one technical question and received the 
answer within 15 minutes of sending my e-mail. Product 
support is crucial. 


Skills & Tools 
You'll need to approach this project with a good 
understanding of bicycle mechanics, for your own peace 
of mind, and also for your own safety. You’re mounting 
some substantial hardware to your bike that can affect 
its balance and structure. Your gear shifting and braking 
may be affected, and, especially with the 200 to 1,000 W of 
additional power, you need to be confident that everything 
can take the added forces. 

If you’re a competent bike mechanic, you should be able 
to do this. If not, at the very least, take your conversion to a 
good bike shop for a safety check and tune-up before you hit 
the road. 
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Some Common Electric 
Bicycle DIY Kits 


Power 
Manufacturer (W) 


Standard 


Battery Price (MSRP) 


Currie Electro-Drive 


E-BikeKit 


Crystalyte hub motors 


eZeebike hub motor kits 
BionX hub motor kits 


Golden Motor 


For a more complete list see www.electric-bikes.com/bikes/kits.html 


No special tools beyond those for basic bike maintenance 
are usually needed—wrenches for tightening axle nuts, Allen 
wrenches, screwdrivers, and pliers. It doesn’t hurt to have a 
multimeter handy. I used mine to check the battery output 
and connections before connecting the controller, and, if 
things aren’t working right, you can check continuity. Some 
wire loom, vinyl electrical tape and insulated heat-shrink 
tubing (along with a heat gun) will make it a professional- 
appearing job. 

Customization may require more skills and tools. I made 
some aluminum brackets in my machine shop, to give 
me a professional-looking, solid battery mount. This isn’t 
necessary, but it was a fun part of the project for me. None of 
the kits require fabrication skills or modifications to the bike 
frame structure. 

After a lot of research and considering my needs, I 
chose a 350 W geared rear-hub motor kit from E-BikeKit. 
It has plenty of power as an assist, allows easy pedaling, 

(continued on page 91) 


The E-BikeKit comes with the motor (the wheel shown in the 
box) and controller. The battery (the silver tube), charger, and 
rack came separately. 
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I started by mounting the rack I purchased separately, and the 
optional bicycle center stand, which allows the bike to stand 
upright with its nearly 20 pounds of batteries mounted on the 
rack—a high center of gravity. It also makes the bike easier to 
work on. I flip the stand down, and the rear wheel lifts off the 
ground, so the wheel can be removed and replaced without 
having to use a bike work-stand or turn the bike upside- 
down. If your kit doesn’t come with a center stand, I’d highly 
recommend it as an additional purchase. 

The next step is mounting the battery and controller. Some 
batteries are designed to integrate into the frame, but often 
need a frame designed specifically for them. The battery I 
Done was designed tie done Bae De A center stand, which keeps the bike upright and balanced 
the bike has a very narrow center, it wouldn’t fit there. Top when you’re not riding it, is a good investment. 
bar mounting is a possibility, but I chose to mount it on the 
rack. Rack mounting is common, but it places all the weight 
at the rear of the bike, whereas mounting within the bike’s 
center triangle both distributes the weight and keeps the 
center of gravity lower. 

I started by placing the battery case and controller in 
roughly the spot I thought it should be. Take the time for 
careful consideration—there are lots of ways you could set this 
up, and sometimes it takes a few attempts to get it just right. 
Think about things like switch and cable access; exposure to 
rain, dust, and dirt; and the balance of the bike. Make sure the 
wires are long enough to reach their destinations. 


Although the battery pack can be mounted on the down tube or 
the top bar, mounting it to a rear rack is an alternative. 


Before you bolt anything down, carefully consider the placement of the battery and controller 
to make sure that neither they, nor the wiring, will interfere with the bike’s operation. 


iy 
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Once you're satisfied with the component layout, mount the 
hardware. For this project, mounting the thumb throttle on 
the left hand grip made sense, since my only gear-shifter is 
on the right-hand side. Next, unmount the original wheel and 
tire, and mount the tire on the new wheel. 

Then ease the new wheel into place, making sure to route 
the chain around the gear cassette and tighten the axle nut. 
Re-attach the brake cables now—don’t put this off. They’re 
too important, and they’re easy details to forget later on, 
especially once you're all excited to go for your first ride. 

The E-BikeKit instructions suggested using cable ties, 
those little plastic strips, to hold the controller in place. 
However, I preferred to fabricate a more secure mount with 
screws and nuts. I cut out the mounting bracket from some 
scrap aluminum for both the controller and the battery. 

Once everything is mounted, route and secure the wiring. 
Keep it neat and tidy to make it easier to trace if you need to 
do some troubleshooting, and to avoid wear due to repetitive 
rubbing and kinking. Use electrical tape or heat-shrink tubing 
to make tight, weatherproof connections. 

Most of the control wiring from the throttle and the 
controller isn’t dangerous, but will cause problems if 
damaged. The main power connections from the battery, and 
to the motor, are a greater risk. Be very careful handling these, 
and avoid shorting them. If you’re not confident in your 
electrical skills, find someone who can inspect your work 
before going “live.” 

For the connector on the battery, and the wires going to 
the controller, the cables need to be cut and soldered. Since I 
used a battery pack from a different manufacturer, I had to 
fabricate this connection—a soldered wire splice with heat- 
shrink tubing insulation. The wiring is safer, more reliable, 
and easier to troubleshoot if it’s laid out nicely, secured well, 
and protected from the elements. It will pay to make this 
installation as professional as you can. 


These secure and waterproof connectors 
are easy to connect by matching the 
arrows on each mating pair. 


cabling. 


Because of the relatively large axle hardware—to keep the 
wheel from spinning the axle—it may be easier to completely 
remove the nuts and washers from the axle before fitting. 


When determining mounting position, especially consider 
accessibility, such as being able to easily remove the battery 
from its holder for charging. 


Off-the-shelf, plastic wire loom from an auto parts store helps organize the battery 
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Electric Bike Choices 


DIY Troubleshooting 


Motor Type Total 
/ Power Load 
After finishing, but before you go on a test ride, check all Rating Characteristics  (Lbs.) Applications 
of the cables and connections. Many times I’ve solved Gases Light, spins easily Powenassstpedaing 
people’s computer and printer problems by simply asking 250 W when pedaled 150 flat-terrain, paved , 
them to make sure the thing is plugged in. DARUaieaSsisOEaGIE 
, ” . ; Geared, Light, spins easily : rp 9: 
| had everything wired together on my bike and flipped 350 W when pedaled 180 | mixed-terrain, paved, 


the switch. Nothing. Immediately, | assumed | had a bad extended use 


controller or motor, but once | settled down | started tracing Direct, Light, 


Power-assist pedaling, 


: 150 ; 
wiring. | unplugged the (very firm) throttle connector, and 250 W less expensive flat-terrain, paved 
plugged it in again. Bingo. It ran like a charm. Direct Light Power-assist pedaling, 
: A ; gn 180 mixed-terrain, paved, 
If your system doesn’t work, give everything a once-over and 350 W less expensive extended vise 
double-check every connection. Possibilities are sometimes P ana can 
a bad controller; rarely a bad motor; and maybe a defective Direct, Moped/scooter 200 sels Lie as Bate mi 
throttle. The throttle is easy to test. Most kits come with 500 W performance, heavier terrain, paved 
two—a twist grip and a thumb lever—so it’s just a matter of Nigh 
switching throttles and trying again. But 90% of the time, the cee 
problem will be a connection. Direct performance, near Fully powered ride, 
750 W sustained 30 mph nur pe casei ae 
top speeds, heavy Shee sae 
to pedal 
and has a small, unobtrusive hub motor. E-BikeKits Scooter/light 
usually come with an SL-A battery pack in a heavy nylon motorcycle Fully powered ride 
: i Direct, performance, ; ivy, 
fabric case, but we purchased a 36 V Li-ion pack. The 4.000 W sustained 30+ mph 250+ high speeds, hilly 
battery is housed in a round aluminum cylinder that can top speeds, heavy terrain, off-road 
be mounted on the down tube. It has 10 Ah of capacity at to pedal 


a good price. The bike is a Felt Café women’s bike, which 
has a derailleur-type 7-speed hub—a perfect match for 


our E-BikeKit, thanks to some great advice from the folks A special thanks to the dealers who helped with this project: 
at the bike shop. East Coast Alpine * www.eastcoastalpine.com 
‘ Electric Bikes of New England ¢ www.ebikesofne.com 
The Ride 
Naturally, I couldn’t wait to try out the bike with a little Hollywood Electrics * www.hollywoodelectrics.com 


test ride. That test ride turned into a ride all over the 
neighborhood, then all over town. I literally couldn’t stop 
smiling, and never broke a sweat. About a half-dozen people 
wanted to give it a try, and one friend in particular couldn’t Crystalyte ¢ www.crystalyte.com 
stop hooting and giggling. It even passed the “teenager 
test’”—my 17-year-old son loved it. 
In all, it was a project that was thoroughly enjoyable, both E-BikeKit ¢ www.e-bikekit.com 
in the build and the result. It is, without a doubt, the first in eZee ewww.ezeebike.com 
a series of conversion projects—in fact, the teenager wants to 
convert his Schwinn Stingray to a 500 W hub motor. The time 
it took, not counting my bracket fabrication, was about three Other Resources: 
hours, including “sittin’ and thinkin’.” Electric-Bikes.com ¢ www.electric-bikes.com 
If the DIY electric bike building bug bites you, one of the 
most impressive resources on the web is the Endless Sphere 
forum (see Access). There, you'll find everyone from the 
greenest “noobs” to experienced builders who are designing 
and making their own frames, electronics, and even motors 
for electric bikes. 


Kit Manufacturers: 
BionX ® www.bionx.ca 


Currie Technologies ¢ www.currietech.com 


Golden Motor ¢ www.goldenmotor.com 


Endless Sphere forums ¢ www.endless-sphere.com 


Access 

Ted Dillard (ted@evmc2.com) is the author of www.ElectricChronicles. 
com, a website devoted to two-wheel electric vehicles of all descriptions, 
renewable energy and EV technology; and of “...from Fossils to Flux,” 

a basic guide to building an electric motorcycle. He’s had an unhealthy 
obsession with EVs since his first ride in a Renault Mars II in 1968. 
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power-one— 
Inverters 

¢3kW - 300kW available 

¢ Ontario made 

¢ Dual MPPT PV input 

* Reliable, 97% Efficient 

¢ Easy to install and use 


AURORA 


GU 


| 


¥ eoltec 


6 kW Scirocco 


¢ Variable pitch, low RPM 
¢ MPPT inverter 
* Quiet, highly efficient 
e European made 
~ °Reliable, affordable 


nergy Production 
| 


5 6 7 8 
erage wind @ hub (m/s) 


We're here to help you, just give us a call! 


www.solacity.com/hp 
Call Toll Free 877.787.9748 


US / Canada distributor of Power-One inverters and Eoltec wind turbines 


The TriMetric 


Basic Battery System Monitors 


Display vital battery system data to help users provide better 
battery care, conservation awareness and aid system 
maintenance: * Volts »Amps »Amp-hours «Battery% full 
Days since charged 


ae 


Traditional TM-2020 


(without optional enclosure) $169 


TM-2025-RV features: 
12-48V operation standard. 

Higher lightning resistance. Smaller 
package includes enclosure. Also 
Watts. Records system analysis 
information to help find system 
problems. $180 


TriMetric 
TM-2025-RV 


The PentaMetric 


Battery System Monitor 
with More Capability 


The choice for advanced system analysis 
and maintenance. 
¢ Data Logging - records 
3 weeks of system details 
+ System Troubleshooting by 
comparing to previous data. 
Computer / Internet 
Interface 
The P-100-CE with Ethernet 
connection. Now analyze 
renewable energy system 
performance via remote 
internet connection. 


The PentaMetric System with (non internet) RS232 computer 
interface $320 
Optional LCD Display unit (shown above) additional $199 


details at: www.bogartengineering.com 
BOGART ENGINEERING (831) 338-0616 19020 
Two Bar Rd. Boulder Creek, CA 95006 USA 
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Our first twenty-four years 
are now available on 
DVD-ROM...for FREE. 


Wi: just released the third edition of Home Power's digital archive and it’s yours free when you 


subscribe or renew for three years ($38.95 U.S.). Not available for purchase separately. 


@ 143 back issues spanning 24 years. Every 
page, every article. 


@ Comprehensive bookmarking and linking for 
easy navigation. 


@ Portable, searchable, printable PDF files on 
DVD-ROM. Adobe Reader Required. 


Subscribe or renew right now at homepower.com/subscribe, by phone, or by postal order form. 
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Here’s what you should know 


LeaSingthe sun 


by Kelly Davidson 


Considering a solar lease? 


before signing on the dotted line. 


in popularity among homeowners who can’t afford 

to purchase a PV system outright or don’t want the 

burden of ownership and maintenance. But the concept is still 

relatively young and not all of the kinks have been worked out. 

Being able to recognize a good deal, or a bad deal, is an 

important part of successful solar leasing. It’s all about the 
“fine print.” 


W: low or no up-front costs, solar leases are increasing 


Between the Lines 

So what should you look for—or look out for—in a contract? 
It would be due diligence to talk to your attorney and 
accountant before signing a lease. Alternatively, you could 
solicit contracts from multiple vendors and compare the 
verbiage (see “Before You Sign” sidebar). 

Make sure you understand the type of agreement you’re 
considering. There are different types of “leases”—some are 
true leases and some are power purchase agreements (PPAs). 
With a solar lease, you lease the solar equipment; with a solar 
PPA, you are only paying for the energy the system generates. 
In both cases, the PV system installed on your home is 
owned and maintained by the lease or PPA provider, and is 


@istockphoto.com/ R-J-Seymour 


connected to the grid so you can buy any additional energy 
you might need from the utility. 

Your paramount concern should be whether the contract 
can be amended and what, if any, rights you have in 
those cases. There are cases where lease companies have 
amended the original terms and raised rates for one reason 
or another—if the contract allows amendments, then you 
might have no recourse and have to take whatever comes 
your way. Most contracts, even those outside of the solar 
market, have a clause that stipulates the contract can be 
transferred in certain events, such as the company’s sale, 
bankruptcy, or dissolution. The legalese tends to be too 
complex for the average homeowner to understand, and the 
devil is in the details as to what that clause might mean for 
you down the line. In most cases, the PV system cannot be 
repossessed, and the homeowner cannot be held liable for 
the company’s debt. 

When evaluating any solar lease, keep your expectations 
in check. Often, the investment rate of return on buying a 
system outright is substantially higher. After paying for the 
lease payment and accounting for any extra power you might 
buy from the utility, the savings on a solar lease are somewhat 
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small, usually $20 to $50 per month. However, those savings 
might increase over time as electricity rates rise—plus, there 
is the potential savings that come from having a third party 
monitor, maintain, and guarantee the system. 


Choose Wisely 

When evaluating a solar leasing company, take your time 
and consider all available information and choices before 
signing—it’s a long-term relationship and by no means a small 
decision. Don’t be pressured into signing a contract, such as 
being threatened by losing out on government incentives for 
not acting quickly. 

A good starting point is the company’s track record. 
How long has the company been in business, what kind of 
reputation does it have, and how many leases have they sold? 
Most lease companies are only a few years old. The biggest 
and oldest probably have made more than 10,000 leases 
and, in the process, worked out a lot of kinks. New leasing 
companies are showing up regularly, and while some of these 
might end up being real winners, apprehensive consumers 
may want to stick with more established companies. 

Another factor is how long the company’s program has 
been active in your state. Many of the larger companies 
have started leasing programs in one state and branched 
out into other states. While participation is necessary for 
these programs to grow and survive, you may not want to 
be a guinea pig for a company navigating the incentives 
and guidelines in a new territory. Sure, you might get a 
more favorable deal, but the trade-off may be long lead 
times on installation, potential administrative snags, and/ 
or undeveloped customer relations. While a contract protects 
you, it is important to remember that it is only enforceable if 
you are willing to take legal action. 


The most expensive way 

to get solar is to do nothing 
now and wait until all of the 
incentives are gone. 


So, if you can’t buy with 
cash, take out a loan. If you 
can’t get a loan, do a good 
lease or PPA. 


solar leasing 


A key consideration in selecting your leasing company 
is the PV system installer they use. There are essentially 
three types of solar lease companies: stand-alone financing 
companies that partner with installers; module manufacturers 
that offer leases through a network of independent dealers; 
and full-service shops that provide everything—financing, 
design, installation, and monitoring. 

Depending on which company you choose, you may 
have little control over which installer you work with. Some 
companies pick an installer for you, and there could be a 
wide range in capability. For any solar energy project, you 
should work with a licensed and qualified installer. Just as 
you would with any contractor, be thorough and ask the right 
questions. 


e Does the installer have the required licensing for your 
area? (Ask for proof.) 


e Which products does the company use? 


e Does the installer use subcontractors, or their own 
installation crew? 


e How long has the company been in business, and 
what certifications (such as “NABCEP PV Installer” 
certification) does its staff have? 


e Can the company provide references from other 
homeowners? 


You also should ask how the installer assesses a project 
and designs a system. The installer should first discuss the 
project and your energy needs, and then survey the roof, 
identify shading issues, determine the amount of energy that 
can be anticipated from an installation, and lastly, specify a 
system and lease. 
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Lease, Finance, or Buy? 


Industry Experts Weigh the Options 


Jason Coughlin is an analyst with the 
National Renewable Energy Laboratory in 
Golden, Colorado. His work focuses on 
financing PV systems such as third-party 
financing models and municipal financing 
mechanisms. 


Residential solar leases and power 
purchase agreements (PPAs) can significantly reduce, if not 
eliminate, up-front costs to homeowners. Under a solar lease, 
the homeowner makes monthly lease payments that are offset 
by electricity bill savings. Under a PPA, the homeowner 
purchases the electricity generated by the PV system. In both 
cases, the homeowner continues to make monthly payments 
to the local utility for additional electricity needed. At the 
end of the contract term, the homeowner normally has three 
options: purchase the system, extend the contract, or request 
that the system be removed. 

In addition to third-party finance options, there are other 
non-mortgage options for purchasing a PV system—dealer 
financing and unsecured loans. In all cases, the credit quality 
of the homeowner is considered. Availability, and terms and 
conditions for all of these financing options can vary. The 
U.S. Department of Energy’s Homeowner's Guide to Financing 
a Grid-Connected Solar Electric System offers more information 
(www.nrel.gov/docs/fy1losti/48969.pdf). 


Andy Black is the CEO of OnGrid Solar, a 
solar-electric financial analysis and sales 
software company. He teaches sales, 
marketing, economics, and financing 
classes nationwide. 


The least-expensive way to get a PV 
system is to pay cash. This way, you 
keep all of the benefits. The second least-expensive way is 
to take out a home-equity loan, which typically has low, tax- 
deductible interest. In this case, you pay interest on the loan, 
which shares some of the energy savings with the bank. If the 
cost of the loan payment after factoring the tax deduction for 
the loan interest is less than the savings on your electric bill, 
then you are way ahead—in a few years, you will own the 
system outright and no longer have a loan payment. 

The third least-expensive way to get a PV system is a lease 
or a PPA. Your monthly cost will usually be more than a bank 
loan payment because you are now sharing the benefits with 
at least two other parties: the company providing the lease/ 
PPA services and the investor /bank funding them. Generally, 
the more parties involved, the less the customer’s benefit will 
be. Some lease/PPA monthly payments may match or even 
be below the loan’s cost, but remember, once the loan is paid 


off, you own the system. At the end of the lease/PPA term, 
you'll have the option to buy the system at fair market value. 
By then, there will likely be no incentives available, but the 
cost should be substantially lower than a new system. 

This cost/benefit trade-off makes sense in another way— 
with cash, the homeowner takes on all of the risk. With a loan, 
the bank is taking a little bit of risk. With the lease/PPA, the 
provider is taking anywhere from a lot to almost all of the risk 
on the deal. The more risk one takes, the more they expect to 
be rewarded. 

The most expensive way to get solar is to do nothing now 
and wait until all of the incentives are gone. So, if you can’t buy 
with cash, take out a loan. If you can’t get a loan, do a good 
lease or PPA. 


Tom Konrad is a financial analyst and 
portfolio manager specializing in renewable 
energy and energy-efficiency investing. He 
blogs about clean energy stocks at www. 
altenergystocks.com and Forbes, and is 
a member of the Northeast Sustainable 
Energy Association finance committee. 


Even if you can secure other solar financing, a PPA or lease 
is worth considering. Although raising your own financing is 
usually cheaper in the long run, if you don’t want to worry 
about maintenance and repairs, the turnkey nature of these 
programs can be attractive. 

This is also an advantage if you think you might sell your 
home, because the new homeowner may be less comfortable 
with solar technology and may like a third party to take care 
of everything. 

The relative value of a lease or PPA depends on the 
particular terms, which are not uniform. I tend to prefer the 
PPA format because a PPA company makes more money as 
its systems produce more energy—an incentive to keep the 
systems operating at peak performance. 

The simplest way to compare financial advantages is to 
use “internal rate of return” (IRR). This gives you the effective 
interest rate earned on your investment. If you had the choice 
of solar financing option A, with an IRR of 3%; option B, with 
an IRR of 2.5%; or keeping the money in the bank earning 
2% interest, then you’d be better off with either solar option. 
Option A is better than B because it has a higher IRR. 

It’s risky to rely upon the vendors’ savings calculators 
to compare, because they will tend to use the assumptions 
that make them look best, so you would not be comparing 
apples to apples. To help, I put together an IRR calculator ina 
spreadsheet, which you can find in the Web Extras section of 
www.homepower.com. 
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Amy Heinemann is a policy analyst for 
the North Carolina Solar Center. Her 
work includes researching state, local, 
and utility incentives and policies for 
the Database of State Incentives for 
Renewables & Efficiency. 


There is no “best” financing option for 
a residential PV system—it depends upon an individual’s 
financial situation, motivations, and the incentives available. 
Many states, utilities, local governments, and nonprofits offer 
direct cash incentives (a grant, rebate, or performance-based 
incentive) to reduce the cost of residential PV systems— 
which may make buying outright an affordable option. State 
tax credits and deductions may further reduce the cost, as 
does the federal 30% tax credit, which is available to all U.S. 
taxpayers with a tax liability. 

State loan programs may also be available, and some 
homeowners may be able to finance a PV system via a home 
equity loan. In addition, an innovative financing mechanism 
called Property Assessed Clean Energy (PACE) program, is 
available in a handful of jurisdictions (see “Keeping PACE”). 

If a homeowner cannot buy or finance the up-front cost 
of a PV system, third-party, or retail, PPAs are available in 
21 states. Where PPAs are unavailable, solar companies may 
offer leases instead. With a lease, you'll pay per kilowatt 
(kW) installed. With a PPA, you pay per kilowatt-hour (kWh) 
generated. 


Tom Kimbis is the director of policy and 
research and is general counsel for the 
Solar Energy Industries Association (SEIA) 
in Washington, D.C. He develops long- 
term policies for promoting solar energy 
and oversees expansion of SEIA’s market 
research. 


New financing methods are making solar more affordable 
and available. Solar financing choices are now similar to 
options for buying a new car or home. Homeowners have 
to look carefully at their individual financial situations. For 
some, the cash or financing option makes sense—you’re 
buying your electricity up-front for decades, and lowering 
or eliminating your utility bill. Recent studies show that 
PV systems boost home resale value—a Lawrence Berkeley 
National Laboratory study released this year found that for 
a homeowner in California, an average-sized, relatively new 
PV system adds $17,000 to the sale price of a home. 

Leases are also soaring in popularity. In 2011, more than a 
third of all residential installations in California and Colorado 
were leases. Just two years ago, only 10% of residential 
installations in California were solar leases, and there was no 
market for leases in Colorado just a year ago. With many of 
the same benefits as purchases, but avoiding the up-front cost 
and maintenance, solar leases will continue to be attractive to 
homeowners. 

As with any major home improvement project, do your 
homework. Ask contractors about their experience installing 
PV systems and check references. But no matter the financing 
mechanism, the decision to go solar can be cost-effective. 


solar leasing 


What Makes a Good 
PPA or Lease? 


So you can compare programs, get multiple bids. In most 
parts of the country, there are enough lease and PPA 
companies to enable you to review at least three potential 
contracts. Then analyze the following points: 


e Payment escalation rates. Over the last 20 years, the 
national average electric rate increase has been about 
2.5% per year. Make sure that the contracted rate of 
increase for the system’s payments is no more than 4%. 
Do the computations to make sure that your payments 
will remain reasonable through the term, which may be 
10 to 20 years. 


e End-of-term provisions. Make sure the buy-out at 
the end of the term is an option, not a requirement, in 
case you don’t like the offered price. This allows you to 
negotiate based on what a new, replacement system 
would cost. Make sure that if you request the system 
be removed, they will do so at no cost and agree to 
restore your roof to good, attractive condition—with the 
exception of unavoidable fading of the roof where not 
covered by the PV array. 


Midterm transfer/buy-out terms. The agreement should 
allow you to sell the home and transfer the system contract 
to another party if they can meet the credit standards. 
It should also allow you to pay off and terminate the 
agreement for a reasonable price—either with retention or 
removal of the system—if your home buyer doesn’t qualify 
for or doesn’t want the system. Make sure there are no 
“hidden” transfer fees. 


Reasonable performance guarantee. The system 
should be guaranteed to perform within a few percent 
of what the NREL’s PVWatts calculator shows—unless 
it can be shown to be different due to shading, local 
climate, etc. (See www.nrel.gov/rredc/pvwatts/.) 
Evaluate the terms of maintenance, repairs, and system 
monitoring. What maintenance will be your responsibility, 
and what will be managed as part of the agreement? 
What specific services are you entitled to, who performs 
the services, and what kind of replacement equipment 
can be used should your system require it? 


e Insurance. Some companies require you to add the 
system to your homeowner’s insurance. If so, talk with 
your insurance provider before you sign, and understand 
the costs and coverage. 


These “reasonable” requests will keep the customer in 
control and the contract flexible, making a higher-quality 
lease agreement. In return, the customer should expect to 
have higher monthly lease/PPA costs when compared to a 
cheaper, inflexible (i.e., risky) lease or PPA. 


—Andy Black 
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www.cleanpowerfinance.com 


their local brand. The installer handles 
customer relations, while Clean Power 
Finance powers the behind-the-scenes 
transaction. 


= a Offerings 
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Company Availability Background Network o O4 jo/o;/ro4 
Began offering residential leases in March cake ae ate eae 
2010. BrightGrid’s leases are available | °°" ents ae see " 
BrightGrid AZ, CA, CO, _| through a network of independent PV et ‘ 2 
/ i HI, NJ equipment manufacturers and dealers underiiios te louse egreerent: 
www.brightgrid.com } sia eB : BrightGrid manages the lease, including 
and backed through “traditional tax aes : 
; ; __,, | coordinating any maintenance and 
equity funds and other internal funding. : ae tne 
repairs through the original installer. 
Centrosolar has more than 200 
Centrosolar America, owned by the PV installers signed up on its national 
manufacturer Centrosolar Group, began __| network, but only a select group offer 
offering leases for its complete system the CentroLease. The partner installers 
Centrosolar AZ. CA, NJ 
www.centrosolaramerica.com ae kits in 2011. The leases are underwritten | are responsible for the operations and 
by and have fund administration by maintenance warranty, while Centrosolar 
BrightGrid (see above). is responsible for the equipment 
warranty. 
The company began offering leases in 
April 2011 and acts somewhat like a 
silent partner, which is why its name 
i Is act widely Kngwn: Eocal Installers More than a dozen installers offer leases 
Clean Power Finance CA offer CPF financing options but retain 


through Clean Power Finance. 


Most parts of 


SolarCity introduced its solar leasing 
program in April 2008 and has 
almost 12,000 lease customers. The 


Based in San Mateo, California, the 


AZ, CA, CO, ; i 
r DG, HI (Oahu) company’s leases are backed by company employs approximately 450 
SolarCity MA. MD. NJ ’ | private funding totaling $1.4 billion. installers in 24 operations centers in 11 
www.solarcity.com NY. OR PA The $280 million Google-backed fund, states. Each center provides local sales 
™ aes which was announced in summer and installation. 
2011, is SolarCity’s largest and its first 
collaboration with the Internet giant. 
ee Solar Universe got its start in 2008 
Springfield, ea sale el ra ara Headquartered in Livermore, California, 
Solar Universe IL; Slidell, LA; With $7 million in financing, the company Solar Universe provides installation 
www.solaruniverse.com Brick, NJ; Las |. : through 23 individually owned and 
introduced a lease program in 2011, ? ea 
Vegas & Reno, f : : operated franchisees in eight states. 
NV: Mountain which has generated 100 residential 
Top PA leases so far. More funding is expected. 
Houston-based SunCap Financial is 
owned and backed by energy wholesaler 
NRG Energy and acts as a go-between, More than 150 installers in seven states 
AZ. CA. CO connecting partner installers with the offer leases through SunCap Financial. 
SunCap Financial NU. NY. PA capital funds for residential leases. The installer originates the relationship 
www.suncapfinancial.com ™ yg, SunCap began offering solar leases in with the homeowner, and SunCap 
March 2011, and has sold approximately | provides operations and maintenance for 
1,000 leases. Its leasing program is the duration of the lease. 
backed by funds with the National Bank 
of Arizona and Amegy Bank. 
Sungevity launched its residential solar Approximately 200 Independent installers 
- AZ, CA, CO, [gd6o BrOGTAM O01 0 land fas backed offer Sungevity leases. The company 
Sungevity DE, ME, MD, ome Sian arn Ei contracts directly with homeowners and 
www.sungevity.com NJ, NY PP es oversees its projects for the duration of 
systems. 
the lease. 
AZ. CACO SunPower Corp. is a PV manufacturer that | Based in San Jose, California, SunPower 
SunPower HI MA. NU ; began offering a lease program in 2009. offers a lease and other financing options 
us.sunpowercorp.com NY PA : In July 2011, the company created a $105 | through about 400 independent dealers in 
4 million fund to expand the lease program. | the United States. 
Based ms Sani Franciece sunkun began A customer will be matched with one 
AZ, CA, CO, selling residential leases in 2007, having BGO tastalers nner on. Guidena 
SunRun HI, MD, MA, | issued about 14,000 leases and raising | - the lease for the term, includin 
www.sunrunhome.com NJ, OR, PA _| financing for more than $750 million in “ ; s 


solar installations. 


system maintenance and monitoring. 
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nl OY, | Pure and Simple 


p-Grid specialists inSo par. Wind & Remote POWE 


Design, Sales, Installation and Support for Do-It-Yourselfers 

e Packaged systems, ¢ Over i6 years off-grid installation experience 
fully programmed and _ « Solar-powered emergency battery backup 
ready for operation e Customer Service Monday - Saturday 


Toll free: 888-782-0706 
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PVMax™ Ground 
Mount System — Ideal 
for Small to Mid-Sized 
PV Installations in 
Most Terrains 


¢ Durable, corrosion resistant components to withstand the elements 


Schl Inc. A A , 
3761 E Farum Place, whe + Pre-assembled support kits for quick assembly CHL —ETTER 
Tie ical - Made in the USA, ARRA compliant L Ine 


Visit WWW.PVMAX.US for more information or call technical sales at 520-289-8730 
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TULLE. 


AINTENANCE FREE - DEEP CYCLE BATTERIES 


Less Work, More Energy. 


A sealed, maintenance-free battery to power your needs! 
e Superior Capacity - To meet your daily energy needs 

e High Quality Product - For long battery life 

e Maintenance Free - No watering 

¢ Non-spillable and Non-hazardous - Clean and Safe Operation 

e Your Clean-Green Energy Solution 


For more info contact us: 
W. ty 
ARRAN sales@fullriverdcbattery.com | 800-522-8191 | www.fullriverdcbattery.com 
*5 Year Warranty applies to certain models used in select applications only. Please see fullriverdcbattery.com for more information. 
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YOU JUST WANT YOUR SOLAR ELECTRIC SYSTEM 


TO WORK AS HARD AS YOU DO 


* 


WE HAVE THE EXPERIENCE AND 
EXPERTISE TO MAKE THAT HAPPEN 


is a business dedicated to Renewable Electricity 
produced onsite. We have been in this business since 1988. We have 


produced our own electricity, both for domestic & business usage since 
1970. We know what works and lasts by our own daily direct experience. 
We are committed to Renewable Energy. We design, sell and install 
Renewable Electricity (RE) power systems, grid inter-tied, 


off-grid, residential and commercial. 


s “tg LC 
‘¢ CERTIFIED *, Ss L, 
, Solar PW 2 S 
_ ateer g Z < S. 
"leona oe L \\ £0 
NN of Oregon 
Wy y b v 
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POBox 203, Hornbrook, CA 96044 Tel 800-945-7587 Fax 530-475-3401 
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Keeping PAGE 


Beyond leasing, another program that’s helped property 
owners fund energy-saving improvements is the Property 
Assessed Clean Energy (PACE) program. This financing 
method gives homeowners the option to pay off the costs 
through surcharges on their property taxes, which are 
assessed over the course of up to 20 years and stay with the 
home even if it is sold. 

As part of the American Recovery and Reinvestment Act 
of 2009, the PACE program is backed by more than $150 
million in federal stimulus funds and overseen by the U.S. 
Department of Energy—though individual programs are 
administered by local jurisdictions. 


The Structure of PACE 

PACE programs have long-enough payback periods to 
keep the utility savings greater than the monthly payback 
amounts—but short enough so that the project will continue 
to produce savings after it is paid off. 

While interest rates on PACE assessments are equal or 
higher than those on home equity loans, PACE requirements 
tend to be more lenient. Banks might require a homeowner 
to have at least 20% equity in the property, whereas equity 
requirements for PACE assessments tend to be lower—in 
some cases, homeowners may only need to match the loan 
amount dollar-for-dollar in equity—so $5,000 in equity for a 
$5,000 assessment. 


Halting the PACE 

Over the past two years, 27 states and the District of 
Columbia have passed laws allowing their local governments 
to administer PACE programs. Yet virtually all programs 
came to a halt last year when Fannie Mae and Freddie Mac 
discredited the PACE program in letters sent to lender groups 
around the country. 

The government-chartered mortgage giants, which 
are involved in underwriting 90% of all mortgages in the 
country, warned that PACE assessments were violations 
of mortgage terms and could be grounds for foreclosure. 
Mortgage regulators at the Federal Housing Finance Agency 
(FHFA) followed up with a statement that directed Fannie 
Mae, Freddie Mac, and the Federal Home Loan Banks to 
reduce and restrict underwriting of mortgages with PACE 
assessments. 

As a result, some lenders now require homeowners 
to pay off any new or existing PACE assessments prior to 
refinancing or selling their homes—instead of allowing them 
to transfer ownership, similar to other property assessments. 

Without transferability, PACE has lost much of its value as 
a market driver, according to Jason Coughlin, a solar-market 
analyst with the National Renewable Energy Laboratory in 
Golden, Colorado. 


by Kelly Davidson 


“A stumbling block [for solar adoption] has been that 
most people move on average every five to seven years 
and haven’t wanted, or rather couldn’t justify, the up-front 
costs when they knew they would move before realizing the 
payback,” Coughlin says. “The appeal of PACE programs 
was that homeowners only pay for the project while they’re 
in the home. When the house is sold, the next buyer picks up 
both the benefits and the costs associated with it. Under the 
current guidelines imposed by the FHFA, that is no longer 
the case.” 

The FHFA’s declaration put PACE programs, both 
existing and planned, on hold and prompted several entities— 
including the state of California, Sonoma and Placer counties, 
the city of Palm Desert, and the Sierra Club—to file lawsuits 
against the FHFA. 

In August, U.S. District Judge Claudia Wilken of the 
Northern District of California found that the FHFA had 
ignored its formal rule-making procedures when it issued 
the letters. As a result of the California ruling, the FHFA now 
will have to hold a public notice and comment period, and 
address any comments by either modifying the PACE ruling 
or justifying its unwillingness to do so. 

The California judgment comes after rulings by two judges 
in New York favored the FHFA, dismissing similar challenges 
filed by the Town of Babylon on Long Island and the Natural 
Resources Defense Council. Both groups are appealing those 
rulings. Another lawsuit filed by Leon County in Florida is 
currently moving through the state’s federal court. 


Taking Action 

In response, Congress has introduced the PACE Protection Act. 
If passed, this act would force the FHFA to rescind its warning 
and prohibit lenders from discriminating against homeowners 
and communities participating in PACE programs. 

The legislation addresses the concerns of the FHFA by 
calling for more stringent underwriting criteria, consumer 
protections, and measures to reduce the risk and financial 
exposure to mortgage holders. It also clearly defines PACE as 
an assessment, not as a loan—a key point to the FHFA’s position 
on senior lien status. Key provisions would standardize equity 
requirements, asking homeowners to hold at least 15% equity 
in their properties, and limit the size of projects to 10% of a 
home’s value. 


Take Action! 


Think the PACE program is a good idea? Visit the 
PACENow website to send your Congressperson an 
automated letter: www.pacenow.org. 
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Whether the new terms will satisfy the Federal Housing 
Finance Agency remains to be seen. The bill is under House 
committee review and expected to be introduced in the Senate 
in the coming months. 


Senior Status 

In most jurisdictions, PACE assessments, like other property 
taxes, are secured by a lien on the property that ranks senior 
to the first mortgage. If a property owner fails to pay property 
taxes, the county can foreclose on the property to collect 
delinquent taxes. In most cases, however, the delinquency is 
paid off prior to foreclosure. 

The majority of state legislatures gave PACE liens senior 
status in their respective authorizing bills, since most local 
governments cannot secure funding at competitive rates 
without it, says Amanda Vanega, a policy analyst at the North 
Carolina Solar Center. 

“Senior lien status is a strong guarantee, the strongest, 
that the money would be paid back in the event of a default,” 
Vanega says. “Banks see the PACE program where the 
PACE lien has senior lien status as low risk and provide 
local governments funding at a relatively good rate, and 
then the local government can, in turn, offer decent terms to 
participating property owners.” 

Federal housing officials maintain that the property liens 
and tax assessments used by PACE programs put lenders 
at risk in the event of a mortgage default. “The FHFA acts 
as if the PACE program is reinventing the wheel, but a 
senior special tax or assessment lien is an exceptionally 
common practice in the United States,” says Adam Browning, 
executive director of the VoteSolar Initiative, a San Francisco- 
based advocacy group. 

The country has more than 37,000 special assessment or 
special tax districts, which have been used to finance projects 
including street paving, parks, open space, water and sewer 
systems, street lighting, and seismic strengthening. 


state Majority when PACE 
Legislation was Passed 


Democratic Majority 


Republican Majority 


ME 2010 


[HI Existing Authority 
FL 2010 


solar financing 


Active PAGE Programs 


Wyoming, Massachusetts, Connecticut. All three states 
have passed the PACE-enabling legislation, even after the 
FHFA issued its guidance last year. 


New York. The town of Babylon has kept up its Long 
Island Green Homes program, which focuses exclusively 
on funding energy-efficiency upgrades. Instead of annual 
property tax surcharges spread out over 20 years, fees are 
added to homeowners’ monthly solid-waste bills and paid 
over an average of 8.5 years. 


Wisconsin. In River Falls, the River Falls Municipal Utilities is 
still accepting applications for its Save Some Green program, 
which is 100% utility-funded and administered. 


California. While Berkeley is credited with initiating PACE, 
Palm Desert is the city that amended California code to 
define rooftop solar and other energy-efficient home 
improvements as a public benefit that would qualify for 
assessment authority. 


Palm Desert also recently committed initial seed funding 
of $25,000 to form a nonprofit education and advocacy 
organization for PACE, called Energy Independence America. 
Still in its infant stage, the group aims to enlist other cities 
and counties across the country in the effort to overturn 
FHFA’s administrative action. 


Colorado, Michigan, Ohio. Several commercial PACE 
programs are either operating or in the works in other 
jurisdictions as well—including Boulder, Colorado; Ann 
Arbor, Michigan; and the greater Cleveland, Ohio, area. 


The FHFA’s concerns that PACE financing creates 
additional risk for mortgage holders and homeowners are 
“completely unsubstantiated,” says Gina Lehl, a manager 
with the Sonoma County’s Energy Independence program, 
which is among the few PACE programs still active in the 
country. 

“The default rate is very low, miniscule. The people that 
participate in these programs tend to be more financially 
savvy and more conscientious,” says Lehl, who won a grant 
to create a manual for other California jurisdictions to use in 
replicating the program. 

The program’s data bears this out: PACE properties 
have mortgage default rates that are 30 times lower than 
average. According to David Gabrielson, executive director 
of the advocacy group PACENow, a survey of program 
administrators found that there are only two known defaults 
of the nearly 2,500 existing PACE liens. 

While the fight to restore PACE programs continues, the 
question remains whether the demand for PACE still exists. 
“Tf reinstated on a national scale, PACE programs must now 
compete with solar leasing options that were not available 
a year or so ago,” Coughlin says. “The PACE window may 
have closed. Only time will tell.” 
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Solar-One Batteries have a 10 year factory warranty 
with FREE cell replacement for 7 years. 


Solar-One Batteries have been in RE service for more 
than 13 years with over 99% customer satisfaction. 


Solar-One Batteries incorporate the patented and 
proven HuP technology with the thickest positive 
plate (0.310") in the Renewable Energy Industry. 


Batteries with H 
Solar-One Batteries come complete with solid copper 
buss bars, stainless steel fasteners, and terminals 
with more than 9 square inches of surface area. 


Solar-One Batteries are available in 9 sizes from 
845 A/H to the NEV 1990 A/H at the 20hr rate. 
Many sizes in stock. FREE shipping (lower 48 states). 


Solar-One Battery users described the Solar-One 
as: "A Great Value", " Bullet Proof", "Reliable". 


Solar-One Batteries are assured fresh due to a single, 


modern, and centralized distribution center with a 
continous high flow of product. 


Contact your Renewable Energy professional or Northwest E1 


— YOUR LOVE 
. ) OF NATURE 
IS RECIPROCATED 


When you open your door to solar and wind energy, 
you're entering a very special relationship with nature. 
From that day on, you'll enjoy all the comfort and ease 
of society, using environmentally-friendly and 
intelligent energy. 


+34 96 556 00 25 


Since 1970 
providing solutions 
to the worid of 
renewable energy 
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Te 
Energy Systems%ieDesign THE FASTEST 


Solar Electric 


RACKING SYSTEM 


Microhydropower since 1980 


WATTER BUDDY® Starting 


The little machine that can! at $695 _— 
= Outputs as high as 300 watts : 
= 1-4 nozzles , Take me with 
= Heads from 10-200 feet . Senate 
= 12/24 or 48/120-volt models 

Imagine the possibilities: 


Camping, pond lights, charging 
batteries, backup... 


4 
EASY TUNE® The Amazing Stream Engine 


= More power from a water source 
= More from a micro hydro 
machine 2 KW+ 
More output options: 
12, 24, 48 volts and higher 
= Manual MPPT 
= Widest operating range 
10 feet of head and up 
1-4 nozzles 


www.microhydropower.com 
= 506-433-3151 = YouTube channel: ESDhydro 
ENERGY SYSTEMS AND DESIGN LTD. 


Features 
The BEST Tool for Solar Site Analysis Galvanized Steel Construction 


JUST GOT BETTER! Structured Aluminum C Channel 
eens 


Helical Pier Foundation (concreteess) 
The original Solar Pathfinder Ad justa ble Angle 
_ with its reflective properties 


gives an excellent “instant solar 50%+ Labor Savi ngs 
blueprint” of the prospective site. 


_ Now, the NEW Solar Pathfinder PE. certified to IBC 2 Made in the USA 
Assistant software, and 
your digital camera, carry 27 SA O10 10 21 .OkW SIZES 
- that shading information 
into a concise, thorough, 


~ professional-looking solar site Complete Bundles Available 


analysis report in just seconds. 
Solar Pathfinder Assistant: 


é pee - foundation - racking - inverters 
a » automatically adjusts for magnetic Lume == i 
» declination, latitude, azimuth, tilt angle, & Rac eower-one- 
tracking mode (fixed, 1-axis, 2 axis); es Ty Sekai her Sek Paral Snourane, Changing the Shope of Power 
automatically does yearly energy computations using included NREL data 


(no internet connection necessary); displays “before/after” results of 
removing obstructions; and creates professional-looking reports! 


Solar 


ASSISTANT | | GuinmReae 


RAISING THE STANDARD IN SOLAR SITE ANALYSIS Sunny Solutions for Solar Panel Mounting 
3953 Marsh Creek Road, Linden, TN 37096 © 317-501-2529 © Fax 931-589-5400 
info@solarpathfinder.com » www.solarpathfinder.com www.sunnrac.com ( 51 5)-720-0463 
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by Dan Fink 


Any time the sun is shining, a PV array is ready to produce 
electricity. All that’s needed to get the electrons in those wires 
moving is a complete circuit. But in off-grid battery-based 
systems, overcharging will occur if the batteries are full and 
if more energy is being generated than is being consumed by 
loads. This can permanently damage the batteries. 

That’s where controllers come in—to protect the batteries. 
The simplest PV controller is a manual switch that’s flipped to 
disconnect the PV array when the battery bank is full. However, 
since battery damage can happen quickly, an automated 
solution is needed. Modern PV charge controllers can: 


¢ prevent overcharging and coddle the battery bank with a 
strict regime of healthy charging cycles; 

¢ equalize the batteries on a set monthly schedule or on 
command; 

e log, store and send detailed charging information to a 
computer or the Internet; 

¢ automatically control other equipment in the system 
according to battery bank voltage; 

¢ and even communicate with other system components to 
deliver the best system performance. 


SAMPLE THREE-STAGE 
CHARGING REGIME 


18 Stage 1 3 


Optional 16 


Bulk Float 


Absorption 
Time 


Equalization 


Advances in Controllers 

The earliest PV charge controllers were voltage-controlled 
switches that disconnected the PV array when a certain 
voltage was reached. When voltage fell to another, lower 
point, it reconnected the array. These controllers protected 
the batteries from overcharging, but were unable to provide 
the three-stage charging regime recommended by battery 
manufacturers for longest battery life, since the controller 
output was either “on” or “off.” 

The advent of pulse-width-modulated (PWM) controllers 
made efficient three-stage charging from a PV array possible. 
This technology charges batteries with high-frequency 
electrical pulses, and can continuously change the amperage 
being delivered by varying the length of the pulses. When 
the batteries are discharged, the PWM controller senses this 
from the battery bank voltage and stays on to deliver the full 
current available, called the “bulk” stage of charging. 

The next stage of charging is “absorption” and occurs 
as the batteries approach a full state of charge (SOC). The 
controller holds battery bank voltage constant for a period of 
time, and the “off” time of the pulses is increased to gradually 
reduce current as the bank is topped off. 


PWM GRAPH 


10% Duty Cycle 


Full Current 


50% Duty Cycle 


90% Duty Cycle 


Time 
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_s~ BATTERY VOLTAGE 
_—— SOLAR PANEL CURRENT 
(<) OUTPUT CHARGE CURRENT 


14.5 14.0 13.5 13.0 12.5 12.0 11.5 11.0 10.5 10.0 


BATTERY LEVEL V3. VOLIAGE 


CHARGE MODE 


@ vista, causa 


Blue Sky SB2000e 


The “float” charging stage occurs when the batteries 
are full, and is sometimes referred to as “trickle charging.” 
The battery bank receives just enough current to hold it at 
a constant voltage, but below the point where excessive 
gassing occurs. The gas produced is explosive hydrogen and 
gassing drops the electrolyte level in a battery, so it's critical to 
carefully control the float stage of charging. If the electrolyte 
level drops even slightly below the tops of the lead plates 
inside at any time, the battery will be damaged. 

Controller set points for all three charging stages must 
be adjusted to the proper specifications for the battery bank 
type and voltage, and all of the controllers listed in the 
“Comparison” table allow some type of adjustment. 

Flooded lead-acid batteries require regular 
“equalization’”—a timed, controlled overcharge that extends 
battery life by stirring up stratified electrolyte, knocking 
sulfate deposits loose from the battery plates and bringing 
all cells in the bank to an equal SOC (Sealed batteries can 
be permanently damaged by equalization.) Some of the 
controllers listed allow users to program equalization on a 
time schedule. Be sure to check the specifications from your 
battery manufacturer and properly set your charge controller. 


CHARGE CONTROLLER WIRING 


PV Module 
Charge 
Controller 
e 
POHO 
Breaker Breaker 
| race. 


a 


To DC Load Panel 
and/or Inverter 
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APOLLO SOLAR 


UrboCharger 
€ et ell 
é 
-_ 
Apollo Solar <= 
T80 MPPT se 


Diversion Control 

Some charge controllers have a “diversion mode,” where the 
controller is connected directly to the battery bank and sends 
a varying rate of amperage from the batteries to heating 
elements or other “dump loads.” This is primarily used when 
wind or hydro turbines are connected to the system. They 
must always have a full load connected or they will over- 
speed, resulting in turbine damage. Air and water heaters 
are common dump loads, and DC water heater elements are 
available for all common battery bank voltages. Diversion 
mode is rarely used with PV systems, as the modules don't 
need to be always loaded. 


Load Control 
Some controllers have a “load control” mode, which is 
sometimes used as a “low-voltage disconnect” (LVD). When 
battery voltage drops below a certain point, the load controller 
disconnects DC loads from the system. This mode is used to 
prevent battery damage only in smaller DC systems, usually 
at remote, unattended installations, such as lighted billboards 
and communications repeaters. Some load controllers can also 
be used for automated backup generator starting and stopping. 
Most controllers can't perform the functions of all these 
“modes” at one time—the controller must be set for PV 
control, diversion control, or load control—and that's all it 
can do. 


Maximum Power Point Tracking 

A newer innovation in PV charge controllers is called 
maximum power point tracking (MPPT). Computer-driven 
circuitry in the controller scans both battery bank and 
PV array voltages at regular intervals, and calculates the 
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CHARGE CONTROLLER* COMPARISON 


108 


Manufacturer Model Max. Amps Max. Array V System V 
T80 MPPT 80 140 | 12, 24, 36, 48 
T80HV MPPT 80 200 | 12, 24, 36, 48 
SBS50L 50 57 | 12, 24 
SB3048L 30 140 | 24, 48 
SB3024iL 40 57 | 42, 24 
Classic 150 96 150 | 12-72 
Classic 200 79 200 | 12-72 
Classic 250 63 250 | 12-72 
Classic 250KS 40 250 | 12-120 
TriStar MPPT 45 45 150 | 12, 24, 36, 48 
TriStar MPPT 60 60 150 | 12, 24, 36, 48 
TriStar 45 45 4sn | 12, 24, 48 
TriStar 60 60 aan | 42, 24, 48 
FLEXmax 60 60 150 | 12, 24, 36, 48, 60 
FLEXmax 80 80 150 | _ 12, 24, 36, 48, 60 
C-12 12 12N | 12 
C-35 35 24N | 42,24 
C-40 40 48N | 12, 24, 48 
C-60 60 2an | 42, 24 
XW MPPT 60-150 60 150 | 12, 24, 36, 48, 60 
XW MPPT 80-600 80 600 | 24, 48 


*Per NEC 690.4(D), this table includes charge controllers listed to UL 1741; **PV = photovoltaic; D(O) = optional diversion; HW = hydro & wind 


turbine; L: load control; D: diversion 


optimum match between the array and battery bank. MPPT 
is able to trade volts for amps and vice versa (see the MPPT 
sidebar). Under some conditions, such as cold weather, 
overcast days, or low-horizon sunlight, energy gains of up to 
35% are possible. 

MPPT controllers have another 
big advantage of allowing higher- 
voltage PV arrays, which operate 


MidNite Solar Classic 


more efficiently and require smaller 
wire sizes from the array to the 
controller. In some cases, especially 
when the PV array must be located 
a long distance from the battery 
bank, the extra cost of MPPT is 
offset by the savings from being 
able to use smaller-gauge wire. 


Qe: 
Bryer: 


Moh ire 
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Beware of some caveats when 
choosing between MPPT and non- 
MPPT controllers. First, all the 
PV modules (or series strings of 
modules) feeding an MPPT controller 
should be identical. Mixing modules 
from different manufacturers; 
using different PV technologies 
(monocrystalline, polycrystalline, or 


amorphous); or using modules with different voltages and 
different power ratings should be avoided, as MPPT gains can 
be compromised and mismatched modules could be damaged. 

Be careful when sizing series strings of PV modules 
that feed an MPPT controller. The “maximum open-circuit 
voltage” listed in the comparison table is just that—if you 
exceed this voltage, the controller can be permanently 
damaged. Remember that PV modules produce higher 
voltages in cold weather, so an array of three 45 V modules 
in series for 135 V might be just fine during the summer for 
an MPPT controller with a 150 V maximum rating—but could 
damage the controller when it is cold and sunny. 

Extra caution is needed when designing and installing 
PV systems higher than 48 V. All combiner boxes and circuit 
breakers must be rated for the maximum system DC voltage, 
as DC electrical arcs are difficult to extinguish and can cause 
a fire. Accidental electrical shocks during installation that are 
merely unpleasant at less than 48 V can be lethal at higher 
voltages. Hire a professional if you have even the slightest 
doubt of your ability to install the system safely. 


Choosing a Controller 

First, limit your choices to controllers that work with your 
battery bank voltage, which will usually be 12, 24, or 48 V. 
Then, calculate the approximate maximum amperage your 
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Modes** Type Display Optional Remote Temp. Comp. Comm. Control Relay Equalize 
PV |_mPPT Yes Yes Yes Opt. Yes Yes 
PV | MPPT Yes Yes Yes Opt. Yes Yes 
Pv | _MPPT Opt. Yes Opt. No No Yes 
PV | _MPPT Opt. Yes Opt. No No Yes 
PV, L | _MPPT Opt. Yes Opt. No Yes Yes 
PV, HW, D(O) | MPPT Yes Yes Yes Yes Yes Yes 
PV, HW, D(O) | MPPT Yes Yes Yes Yes Yes Yes 
PV, HW, D(O) | MPPT Yes Yes Yes Yes Yes Yes 
Pv, HW, D(O) | MPPT Yes Yes Yes Yes Yes Yes 
PV | _MPPT Opt. Yes Yes Yes Yes Yes 
PV | _MPPT Opt. Yes Yes Yes Yes Yes 
PVA | PWM Opt. Yes Opt. Yes No Yes 
PW, IL, ID) | PWM Opt. Yes Opt. Yes No Yes 
PV, D | _MPPT Yes Yes Opt. Yes Yes Yes 
PV, D | _MPPT Yes Yes Opt. Yes Yes Yes 
PV, L | PWM No No Opt. No No Yes 
IW IL. 1D) | PWM Opt. Yes Opt. No No Yes 
PV, L, D | Pwo Opt. Yes Opt. No No Yes 
PV, L, D | PWM Opt. Yes Opt. No No Yes 
PV | MPPT Yes Yes Yes Yes Yes Yes 
PV | _mPPT Yes Yes Yes Yes Yes Yes 
controller will need to handle. Divide the PV array watts by 
the system voltage to get amperage, then add a 25% safety 
margin to account for higher irradiance conditions. For Xantrex MPPT 60-150 
example, a 40 A rated controller could possibly handle 480 W 
of PV into a 12 V battery bank; 960 W into a 24 V bank; and 
1,920 W into a 48 V bank. After factoring in the additional 
25%, those maximum ratings become 384 W, 768 W, and 1,536 
W, respectively. 
Be sure to carefully check the charge controller 
manufacturer's specifications for the maximum recommended Xantrex C60 


array wattage for different battery bank voltages. In the 
comparison table, maximum amperage is shown for 12 V 
battery bank charging, as some controllers have different 
maximum amperage ratings at different system voltages. 

Next, decide on a PV array voltage. If you go with a 
non-MPPT controller, the nominal array voltage must match 
your nominal battery voltage. If you use a MPPT controller, 
many manufacturers have a spreadsheet or online calculator 
pre-loaded with the specifications for many popular PV 
modules. The calculator will also consider the temperature 
versus voltage performance of your modules, needed to 
protect the controller from elevated voltage during cold 
weather. 

If there isn’t a string-sizing calculator available, you'll 
need to use the PV module manufacturer’s specifications 
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sheet (along with your area’s record low temperature) to 
determine how high the module voltage could go during 
cold weather (see this issue’s Methods). Use this figure to 
calculate how many modules you can safely place in series. 
In the comparison table, the maximum open-circuit voltage 
(Voc) beyond which controller damage can occur is shown. 
The PV array voltage recommendations for PWM controllers 
are shown with an “N” for “nominal” after the voltage—the 
actual Voc of a “12 V” PV module (for example) will be 
substantially higher than 12 V. See the “MPPT” sidebar for 
more details. 


Other Features 

Digital display. It can be handy to look at the controller to 
see how the PV array is performing, what stage of charging 
the controller is using, and what the battery bank voltage is. 
Many charge controllers suitable for the typical home PV 
array have digital displays, but charge controllers intended 
for smaller PV systems might not. 


Remote metering. Instead of trekking to the controller 
location to check performance, some have optional remote 
displays that can be mounted anywhere that’s convenient, 
using inexpensive cable to connect to the controller. 


MAXIMUM POWER POINT TRACKING (MPPT) 


MPPT has in many ways revolutionized the PV industry. Higher- 
voltage PV arrays can now be used, reducing wire cost, improving 
efficiency, and increasing array performance under less-than-ideal 
conditions (clouds, low-horizon sunlight). But what exactly is 
MPPT, and how does it work? 


Take a 12 V PV module, put it out in the sun, and measure 
the open-circuit voltage (Voc)—it will be much higher than 12 
V, likely approaching 20 V. The reason that “12 V” nominal 
modules need to produce more than 12 V is that its voltage is 
the electrical “pressure” in a circuit, and has to be higher than 
the battery voltage to “push” energy into those batteries. PV 
modules perform best at cold temperatures, but their voltage 
will decrease as they get warmer—by about 0.5% per degree 
centigrade. A “12 V” nominal battery will rise to more than 14 
V as the batteries approach a full state of charge. Higher PV 
voltage is essential, especially in hot weather; to push amps into 
the battery. 


But what happens to excess voltage, especially in cold weather? 
Without MPPT, the battery bank “clamps” the array voltage to 
just above battery voltage, and those extra volts aren’t used to 
produce power. 


To extract this extra power, a MPPT circuit will monitor the 
incoming power and alter the resistance (load) the array sees until 
it finds the array’s MPP voltage. While the MPPT circuit keeps the 
array operating at its maximum power point, it then uses a DC-to- 
DC converter circuit to lower the output voltage (and increase the 
output amps) to the battery bank. 


The “MPPT vs. Non-MPPT” graph shows that the output of an 
MPPT controller operates at the “knee” of the I-V curve—at 
the maximum power point. As sunlight intensity, array voltage, 


and battery bank voltage change throughout the day, the MPPT 
controller automatically readjusts to put the maximum current into 
the batteries. 


MPPT VS. NON-MPPT 
eos 


Array 
Maximum 
Power 
Point 


Boost: Additional 
power from MPPT 


Power Point at 
Battery Voltage 


Power (W) 


Typical Battery 
Voltage 


Short 
Circuit 


Open 
Circuit 


Voltage (V) 


Battery Nominal Voltage: 24 V 


Array Rated Wattage: 1,800 W 
Array Nominal Voltage: 24 V 
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IPN - PROREMOTE 


Remote 
sensor. Batteries vary 
in their charging per- 
formance depending on 
temperature data, so a 
controller can use battery 
temperature to adjust 
charging. But because 
a controller should never 
be mounted inside a 
battery enclosure,  re- 
mote temperature sen- 
sors are available for 
some controllers. These 
sensors are required for 
each controller if multiple 
charge controllers are used. 


temperature 


Blue Sky IPN Pro 
Remote meter 


Communications options. Many RE system owners like to 
collect and display performance data from their systems. 
The ease of data logging and use varies widely between 
manufacturers and models. Some controllers are LAN-ready 
and can be monitored via your home network, while others 
can communicate only to other balance-of-system components 
(for example, inverters and remote meter panels) made by the 
same manufacturer. Some give you only RS-232 raw data 
communications, leaving you to interface the controller with 
your computer. 


It 
US distributing 
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Control relays. A charge controller that can perform other 
tasks based on battery voltage can be useful. It can control 
relays for battery bank vent fans that turn on only when the 
batteries are gassing, and automatic generator starting. The 
control relays will be able to handle only very small loads— 
larger loads may require a separate, higher-power external 
relay triggered by the small internal one. 


Equalization. If your batteries require regular equalization, 
some PV controllers allow you to equalize using solar 
electricity on a sunny day, instead of burning fuel in an engine 
generator. Scheduled automatic equalizations are available 
with some controllers. But these should be enabled only with 
caution—each battery cell’s electrolyte level must be checked 
before starting an equalization cycle. And if your batteries 
can be damaged by equalization (for example, as many sealed 
lead-acid batteries can), check and double-check that this 
feature is disabled. Also, be aware that some PV arrays cannot 
deliver the amps necessary to fully equalize a battery bank, so 
generator or grid charging may still be necessary. 


Access 

Author and educator Dan Fink (danfink@buckville.com) has lived 11 
miles off the grid in the northern Colorado mountains since 1991. 
He teaches about off-grid systems and small wind power, and is the 
executive director of Buckville Energy Consulting, a NABCEP/IREC/ 
ISPQ-accredited continuing education provider. Dan is the coauthor of 
Homebrew Wind Power. 


Tired of fighting 
your distributor? 
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North America’s Exclusive el. 
Distributor of ET Solar. oem Wsoter 


(916) 679-4044 ¢ www.ussolardistributing.com 
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SAVINGS, COST & LIFE-CYCLE FACTS: Aside from low cost and easy 
installation due to design simplicity, the U.S. designed and patented Simple 
Drainback system enjoys substantial operational advantages over other freeze 
protected systems, including enhanced tank stratification and heat exchanger 
performance. SHEM’s load-side immersed coil heat exchanger maintains and 
enhances tank stratification, allowing collectors to operate at dramatically higher 
efficiencies. Spirally augmenting the massive copper heat exchange coil creates 
an internal boundary-layer interruption that increases heat transfer without 
increasing flow velocities, resulting in 30% increased heat exchange over 
smooth wall copper. Tank life is enhanced because a single charge of collector 
loop water resides in the storage tank, relieving the tank from the constant attack 
of calcification, sedimentation and oxidation. 


The Simple Drainback, available at informed solar dealers or directly from 


Solar Heat Exchange Manufacturing (785) 597-2333 


AUTOMAGIC BATTERY WATERING 


Our quality solar collector has a 


20 YEAR TUBE WARRANTY 
MADE IN THE UK FOR 31 YEARS. 


WE MAKE WATER FROM YOUR GA 
Hydrogen and oxygen battery gas catalytically recombined into pure 
water and returned to each battery cell. Keeps battery topped off for 
extended periods of time and reduces maintenance costs. Explosive 
hydrogen gas is virtually eliminated from the battery area. Corrosive 
spray and fumes are contained and washed back into each battery cell. 
Electrolyte kept strong longer, extending the useful power and life of the 
battery. HYDROCAP Vents simply replace the battery's caps. Battery 
maintenance is greatly reduced. Write or call for more information. 


= 2 Pocap 975 NW 95 St. 
2) CATALYST BATTERY CAPS He Miami, FL 33150 
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San Frost 


Energy Efficient 
Refrigerators & Freezers 


> Available in DC 
or AC 


> Select From Over 
10 Models 


> Choose from 
1000’s of Colors, 
Finishes & Woods 


Providing an Effective Alternative for 
Energy Conscious Consumers. 


Now Making Stylish Home Composting 
Systems Too! 


Please Contact Gs For More Info 


P.O. Box 1101, fircata, CA 95518 
tel: (707)822-9095 = fax: (707)822-6213 
info@sunfrost.com = www.sunfrost.com 


RACKING 
SYSTEM 


THE FASTEST 


Pie e in the USA 
Helical Pier Foundation (concrete-less) 
Adjustable Angle 


Complete 2.7kW Bundle Special: 
panels - foundgtion - racking - inverters 
$10,995 


Sol Ree 


Sunny Solutions for Solar Panel Mounting 
www.sunnrac.com (515)-720-0463 


Quality First! 
O 


SOLAR PUMPING PRODUCTS 


Introducing SunPumps SDS-T Series 
Solar Submersible Pump Line 


@ Low Cost 


Super Strong Ryton 
@ and Stainless Steel 
Construction 


ee ® Fits Ina 4” Well 


Flow Rates Up to 
@ 3 GPM and Heads 
Up to 230’ 


The SDS-T Series Pumps are $595 with 
Complete Solar Pump Systems starting at 
$1660. For a limited time, mention this 
ad and receive a 15% discount. 


SunPumps offers a variety 
of DC Pool Pumps ranging 
from 72 HP to 1% HP. 


Complete Solar Pool Pump 
Systems are available. Call 
for a free system sizing 
and quote. 


Complete Solar Pumping 
Systems ranging from 
1/4 HP up to 3 HP for 
our standard pump line 
and up to 30 HP for our 
custom solar systems. 


1-800-370-8115 
(928) 348-9652 


Fax: (928) 348-9653 


www.sunpumps.com 


Phone: 
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renewable energy and the national electrical code 


Article 110 of the NEC 


by Ryan Mayfield 


Last issue, we introduced you to Article 110, “Requirements 
for Electrical Installations,” with the encouragement to dig a 
little deeper into this broad topic. The intention of 110 is to 
establish some basic ground rules for installation, use, and 
access to electrical equipment. A good portion of this article 
concerns itself with the physical space around electrical 
equipment and adequate, protected access to that equipment. 


General Installation Requirements 

Section 110.3(B) is one of the most-quoted sections within the 
Code. It requires that equipment be installed in accordance 
with the manufacturer’s instructions. One of the most common 
violations is PV modules installed on supporting rails that are 
not at locations specified by the manufacturer. While this is 
a mechanical specification, not following the manufacturer’s 
instructions can be considered an NEC violation. Module 
manufacturers have determined the maximum distance 
between the supports that the module can safely span. If the 
supporting rails are placed too far apart, the module frame 
may not be able to support the module in a high wind or 
under snow load. 

The next few sections, 110.4 through 110.9, include 
fundamental information that sets the stage for the rest of 
the Code. Specifically, Section 110.8 stipulates the wiring 
methods acceptable for all electrical installations. This 
requires that you cross-reference the specific Code sections 
that cover the wire and raceway type (when applicable) for 
your installations. 


Mechanical Execution 
PV installers need to pay special attention to Section 110.12. 
The language in this section is open to interpretation, as it 
says, “electrical equipment shall be installed in a neat and 
workmanlike manner.” You will not find a definition of neat 
or workmanlike in Article 100, but inspectors will know it 
when they see it. This means you need to keep the wiring 
from looking like a rat’s nest; mount electrical enclosures 
properly; and route raceways in an orderly fashion. The 
Code includes an informational note in 110.12 that directs 
you to Standard Practices for Good Workmanship in Electrical 
Contracting, which can help elucidate some of the basic 
requirements and expectations. 

This section has two subsections, 110.12(A), unused 
openings; and 110.12(B), integrity of electrical equipment and 


connections. The first is an attempt to keep the integrity of the 
electrical enclosure equivalent to the original manufacturer’s 
product. For example, if you remove a knockout hole in 
a box and then decide to not use it, you need to close that 
hole with an appropriate plug. We all know duct tape is 
impressive stuff, but this is not an application for it. The 
second subsection is intended to keep the internal portions of 
electrical equipment free of damage and contamination (such 
as paint, plaster, or corrosive residues). This is for safety and 
proper operation of the equipment. 


Keeping Equipment Cool 

Keeping PV equipment—particularly inverters—cool can 
be a very important part of the installation. Some inverters 
use active cooling (fans), while others use passive methods 
(natural air flow across cooling fins). In either case, Section 
110.13(B) must be taken into account. Having adequate air 
circulation is imperative. If the configuration of the room or 
equipment constricts the airflow, then the inverter will not 
be properly cooled. Inverter manufacturers will also outline 
the requirements for proper clearances around the inverter, 
which you will need to follow. 


Terminations 

Section 110.14 governs electrical connections, such as when 
conductors are placed in terminals within inverters and 
disconnects. The first part of this section deals with the 
longevity of the conductors and termination methods. 
If dissimilar metals are placed in electrical contact with 
each other, such as copper with aluminum, a galvanic 
reaction can cause corrosion, resulting in a high resistance 
connection. This is exactly what section 110.14 is trying 
to avoid. Therefore, all terminals used must be identified 
and listed as compatible with the conductor type. When 
splicing conductors, the Code does not allow dissimilar 
metals to be in contact with each other, unless the splicing 
device is identified for the purpose and conditions of 
use. As a best practice, many installers avoid intermixing 
dissimilar metals altogether. 

In 2011, a new sentence was added to this section, with 
specific requirements for connectors and terminals used in 
conjunction with finely stranded conductors. This is similar 
to the language in 690.31(F) that was added in 2008. The use 
of finely stranded cables, common for large conductors used 
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to connect batteries, can be problematic for some terminals. 
If the terminals were not designed for use with such cables, 
they may not maintain the proper mechanical and electrical 
connection over time. The terminal may loosen, creating 
a high resistance connection. If the resistance becomes too 
great, this can result in the failure of the terminal and possibly 
start a fire. 

Section 110.14(C) covers temperature limitations 
for conductors and their associated terminations. Just as 
conductors are reduced in their ability to carry current in 
high temperatures, the same is true for the terminations. The 
terminals carry temperature ratings similar to the conductors 
with the common terminal ratings at 60°C and 75°C. Higher 
temperature ratings for both terminals and conductors means 
that they have the ability to carry more current. For example, 
from the ampacity tables in the NEC, a 10 AWG conductor 
has the ability to carry 30 A when the conductor rating is at 
60°C, versus 35 A and 40 A for conductors rated at 75° C and 
90°C, respectively. And since the terminals are considered an 
extension of the conductor, their ampacity values follow suit 
with the conductors. 

In 110.14(C), the Code requires that the ampacity of both 
the conductors and terminals be based on the lowest common 
denominator at the point of termination. For example, in PV 
systems, a conductor that has a 90°C temperature rating is 
commonly terminated into a fuse holder whose terminal is 
only rated for 75°C. At that point of termination, the 90°C 
conductor only has the ampacity of a conductor with a 
75°C rating, even though the rest of that conductor will be 
considered to have the ampacity of a 90°C conductor. This 
limitation must be factored in along with what are considered 
conditions of use for the conductors. 

110.14(C) has two subsections, one of which is the 
basis for an electrical industry rule that is often applied to 
terminal temperature ratings. In 110.14(C)(1), the Code makes 
provisions for terminal ratings based on conductor size and 
equipment ampere ratings. For equipment rated at 100 A or 
less, or for conductors marked 14 AWG through 1 AWG, the 
terminal temperature rating is assumed at 60°C, unless it is 
marked otherwise. For larger equipment and conductors, 
the assumed temperature rating is 75°C. This is fairly well 
applied throughout the electrical industry, except for PV 
systems. Directly applying this section means that you could 
place a conductor rated at 90°C in a fuse holder rated at less 
than 100 A, but only get to consider that conductor to have the 
ampacity value at the 60°C rating at the point of termination. 

It’s necessary to examine the equipment and verify the 
temperature ratings of the terminals, especially for equipment 
rated less than 100 A. For the most part, the equipment 
manufactured specifically for the PV industry will use 
terminals listed at the higher 75°C temperature rating. Some 
PV equipment manufacturers include 90°C rated terminals as 
part of their assemblies. However, if a terminal is connected 
to a device such as a circuit breaker or a fuse holder, the 90°C 
rating cannot be used. If there is such a device connected 


to the terminal, then you are limited to the rating of that 
device. That rating is based on the device’s ampere rating 
or specific markings. For PV-specific equipment, this is 
typically, but not universally, 75°C. Be especially aware when 
using standard electrical components—AC load centers and 
disconnects, for example. If the manufacturer doesn’t list their 
terminal temperature rating, you need to apply 110.14(C)(1) 
as appropriate. 


Making Space 

Section 110.26 covers spaces around electrical equipment— 
working, clear spaces, entrance, egress, and dedicated 
equipment space. Maintaining all of these requirements can 
be difficult, since frequently, PV systems are installed in 
existing buildings and the PV equipment space requirements 
weren't an original building design consideration. 

In general, you can view the first subsection—working 
spaces—as a cube of unobstructed space that must be 
maintained around the equipment. This generally requires 
a minimum of three ft. depth, 30 in. width, and 6.5 ft. height, 
starting at the floor. Several conditions can call for an increase 
in those minimums. For example, the working space width 
must be equal to the width of the equipment and allow all 
hinged doors the ability to open 90° for access to the interior. 
The dedicated equipment space subsection dictates what is 
allowable for other equipment surrounding the electrical 
equipment. (The NEC Handbook provides helpful illustrations 
for all of these working space requirements, clarifying what 
is and isn’t allowed, and also providing helpful explanations 
on the rest of the Code.) 

Finally, Section 110.28 covers the types and ratings of 
enclosures. Table 110.28 outlines the different enclosure 
type ratings and the associated level of protection from 
the elements. If you are not familiar with these ratings 
and the protection levels they offer, this table is worth 
examining. 


Bringing it Together 

A firm understanding and confidence level with Article 
110 is important for anyone installing PV systems. Spend 
some quality time with your Code book and possibly some 
additional references to bolster your knowledge of this 
article. 


Access 

Ryan Mayfield (ryan@renewableassociates.com) is the principal at a 
design, consulting, and educational firm with a focus on PV systems 
in Corvallis, Oregon. He is an ISPQ Affiliated Master Trainer, and really 
does enjoy reading other books besides the NEC. 
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Since 1991, Solar Energy International 
has provided expert instruction in solar, 
solar thermal, wind, and micro-hydro 
renewable energy technologies. 


Visit solarenergy.org for our complete 
list of hands-on workshops and online 
courses. Start your solar training today. 
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Serving the Solar Industry Since 1979 


Stainless Steel Fasteners Also Featuring: 


SUN AIRE 


Low Iron Tempered Glass Air Collectors 
Low-Binder Fiberglass Insulation for Home Heating 


Cold Air 


—— 


Other Solar Hot Air 
Products & Parts 
Extruded Anodized ¢ Blowers 
— ¢ Backdraft Dampers 
\ Primary EPDM Glazing Seal ¢ Controls 


° DIY Systems 


© 15% Silver Brazed Joints 
® Painted Aluminum Backsheet 


(800) 245-0311 ¢ www.aaasolar.com ¢ solarstuff@aaasolar.com 


2021 Zearing NW, Albuquerque, NW87014 
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Solar Six Pack™ 
alli Seen! Plug & Play 


@ Collector 

9 Overtemp Protection 

8 Solar Powered Pump 

9 Umbilical; Rubber 
Hose & Clamps 

9 Pump & Gauges 

® Solar Wand 


Low aa hydropowers 


Qualifies for 30 % 
Federal Tax Credit 


. Re 8 
1 6 intake * 24-hour power 
Scott Hydroelectric 


Email or call for more info ¥ 
509-680-4804 * scotthydroelectric@yahoo.com 
b Look for us online at 
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WAND LEAD FREE 
TABMO CERTIFIABLE 
Listed ® 


Bu Ls Sun Solutions, Inc. 
» Solar Hot Water 800-983-1323 
www.butlersunsolutions.com 


SUNM®@S2 __ 360-844-0048 


Solar Mounting Solutions | WWw.Sunmodo.com 


Ez Roof Mount 


On Sale Now! 


Call for a Free 
Sample! 


te Expert Tools. Better Solar. 
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tales of off-grid living 


Ketto Kids 


Being in the solar design and installation business, my 
husband Bob-O and I noticed a trend with our customers. In 
the spring, people tend not to think about installing solar until 
the sun comes out in earnest. In the autumn, people tend to 
think about the system maintenance or upgrade they were 
going get done before winter sets in. So our vacation is always 
in the dead of winter. 

For our tenth anniversary, we applied for and received 
passports. It would be six years before we actually used 
them to travel abroad. Years ago, we decided to vacation 
where the weather was warm in winter. We are not alone 
in this. It is the big season for travel to tropical climes. For 
the winter of 2008, we chose Jamaica as our first foreign 
destination. 


Passing It On 

Before we travel, we do a lot of research about where we 
will be. We buy guidebooks and scour the Internet for all the 
information we can amass before leaving. At one point, Bob-O 
told me about a yoga center on the Jamaican coast that had a 
community kitchen so I could prepare all our meals there. I 
explained to him that a vacation was when you didn’t do the 
chores you usually did every day. We chose an all-inclusive 
resort in the same neighborhood. 

In our online investigations, we read that travelers 
sometimes packed a few school supplies and donated them 
to Jamaican schools when they arrived. We thought this 
sounded swell, so we picked up 15 boxes of crayons and some 
addition and subtraction flash cards. They did not take up 
much room and we figured we would find a school while we 
were in Jamaica. 


by Kathleen Jarschke-Schultze 


Upon arriving at the resort, we were guided to 
our room by Mike, our bellman. He was friendly and 
talkative, so we asked him about finding a school to visit. 
Mike shook his head: “This is what you want to do on 
your vacation?” We assured him that it was, indeed. He 
told us that one of his childhood friends was married to 
a woman who ran a small preschool in a small mountain 
area called Ketto. 

We agreed to go with Mike, who drives his car as a taxi 
on his one day off, to the Ketto Early Childhood Institute on 
Mike’s next day off. Mike would call Lorraine, the preschool 
teacher, and let her know we were coming. 


The School 

The day came and we set off with our small bag of supplies. 
We passed through town and out into the country. Forty-five 
minutes later, we passed the Ketto post office—a 5- by 6-foot 
shed set on a slightly larger cement slab. That was “town.” A 
man walked by with a goat on a tether. 

A short way up the road, we came to a small church 
behind a rusted wrought-iron gate. Behind the church was the 
school. It was one large room divided by blackboards. There 
was a classroom area for each age group—three-, four-, and 
five-year-olds. Beyond the school building, a bare dirt yard 
was separated from the jungle by a rusted barbed wire fence 
in disrepair. This was the children’s playground. 

Lorraine was a cheerful woman who welcomed us 
warmly. She gratefully accepted the crayons as the children 
danced around excitedly. I asked her for a list of supplies she 
could use and told her I would send them along when we 
got home. 
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Shiny, happy faces at the Ketto Early Childhood Institute in 
Jamaica. 


“Can you buy us a fence?” she asked. I told her, no, that 
was too much money. I wanted to send school supplies. She 
wrote out a list. One of the items listed was “books,” so I 
asked what kind of books. One of the children brought me 
their one book—a torn, stained, raggedy copy of The Pokey 
Little Puppy. 

Soon we were saying good-bye and promising to send 
packages. Throughout the next year, I sent several packages 
of the school supplies Lorraine had asked for, all the while 
gathering a variety of educational supplies to take with us 
when we returned the next winter. 

The next year when Mike drove us into the hills to 
Ketto, we had two large suitcases full of assorted supplies, 
backpacks, books, paints, toys, and musical instruments. 
Lorraine was ecstatic and the children were round-eyed at 
the largess. 

Lorraine and two other teachers grouped the kids outside, 
where the whole school sang to us. They sang about Nanny 
of the Maroons, a runaway slave who founded her own 
community. The story is that the redcoats shot at Nanny but 
she just caught the bullets in her hand and threw them back 
at the soldiers. I knew the kids were singing their history for 
us. It was wonderful. 

We realized we could afford more supplies if we didn’t 
mail them, but hand-carried them in our luggage. The next 
year, along with the regular supplies, we gave Lorraine Bob- 
O’s old iBook laptop and a color printer. Lorraine had to use 
them at the church in front of the school where there was an 
electrical outlet. In the school, one wire supplies the electricity 
to run the ceiling lights, but there are no outlets. 


Fence Fund 
My friend Dave, who works at Big Springs Elementary, 
a small country school in northern California, started his 


Kathleen Jarschke-Schultze 


Kathleen with the schoolchildren. 


eighth-grade students saving school supplies for the Ketto 
kids. This meant even more suitcases, now with our clothes 
and the school supplies strategically packed so that each 
suitcase would not exceed the 50-pound limit. I have become 
skilled in the art of Tetris-like packing. 

Two years ago, the Big Springs school kids collected $76, 
and Dave and his wife donated $100 for the Ketto Fence 
Fund. Bob-O and I rounded the sum out to $1,000 and hand- 
delivered it, along with the supplies, to Lorraine. She almost 
cried with happiness. When we arrived last year with our 
full-to-bursting suitcases, Lorraine excitedly took us around 
back to the bare playground. There was a nice secure chain- 
link fence circling the yard with the jungle beyond. “We are so 
happy now,” Lorraine said. “The children are safe.” 

We surprised Lorraine with a digital camera to use with 
her computer and printer/copier. In Ketto, Bob-O is usually 
busy teaching Lorraine to use whatever technology we have 
brought and I take over Lorraine’s class, the three-year-olds. 
On our visit last year, the kids were fascinated with my long, 
straight hair. “You're pretty,” the little girls said, “but you 
need braids and beads in your hair.” 

We have visited the school four winters, now, and are 
going back again this winter—every year, we look forward to 
seeing Lorraine and the kids. Our small bit of charity makes 
us feel better while we vacation in a very poor country. 
Jamaica has a tourist economy, but we like to think we 
have grown beyond that role. Oh, and now I’m hooked on 
Jamaican-style jerk chicken. 


Access 

Kathleen Jarschke-Schultze (kathleen.jarschke-schultze@homepower. 
com) is probably sunning on a warm beach rather than cooling her heels 
at her off-grid home in northernmost California. 
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7914 Gravois, St. Louis, MO 63123, USA 


GetaGrip ‘| ‘iiemenatous 
on Solar’ . BO With lightning you get one 


Be is chance, so get the best! 
> MidNite Solar’s 


Proven watertight compression SP eee / F : 
fit attachment bracket systems - - SPD (Surge Protective Device) 
for any solar array on anyroof The MidNite SPDs are de- 
type. Get our guides online wy, ee signed to clamp surge voltage 
fee ae a to safe levels for inverters and 


charge controllers. Other arres- 
ef Pee tors do not even reeut clamp 
ile. Be surge voltages unti or 
ae 8000 volts. — 
e8 thermal fused | 
metal oxide va- 
ristors achieve 
115,000 Amps 
peak clamping 
force. 
e LED Indicators 


 SPD115 - 115VDC 
GreenFasten™ © SPD300 - 120/240VAC 
+300VDC 

Simple Seal 4 * SPD600 - 480VAC 


{ $EcoFasten Solare +600VDC ETL Listed to UL1449 Rev3 


2 www.ecofastensolar.com www.midnitesolar.com 
www.ecofastensolar.com/guides 877-859-3947 


Americas Solar inermal Leaders introduces 


TUE Cc RCTA” ZOMEWORKS 
PHE SOLARS TATION 

} CORPORATION 
THINK THERMAL- 


THINK SUNEART Fi TOP OF POLE FIXED RACKS 
SOLARSTATION AND CONTROL FOR CLOSED LOOP GLYCOL SYSTEMS TOP OF THE MARKET FOR OVER 30 
YEARS 


NOW WITH EXTRUDED ALUMINUM RAILS 


Complete Package 
Includes Pump Station, 
Differential Controller 
and Two Probe Sensors 


Et | 


ie 


-www.zomeworks.com 


PHOTO COURTESY OF SUNPUN 


www.homepower.com 


User Friendly Hydro Power 


Alternative Power 
& Machine 


- Now Featuring Permanent Magnet Alternators 
= Fy 


4040 Highland Ave. Unit #H * Grants 97526 * 541-476-8916 
altpower@grantspass.com 


www.apmhydro.com 


__, Precision Wedge\Wire Coanda Screens» 


~ A 
¢ Self Cleaning 
e Easy Installation 
¢ High\Capacity 
¢ No moving parts 
**Pipe; ramp ‘ 
and box*mounting 


Lo er” Re 
Hydro, ‘Agricultural, 
&,Domestio@Diversions 

© froni10 gpm'to 500 cfs | 


Visit us at 
www-hydroscreen.com 
or Call (8303) 333-6071 
e-mail RKWEIR@AOL.COM 


WeWon’t just sefllscreens; we engineer solutions! 


4 - 


Se 


www.hipowerhydro.com 707-923-3507 www.homehydro.com 


Bulbs ¢ Spotlights * Floodlights & More ay 


3 N TRAL of LIG H TIN > 


—_LED LIGHT BULBS 


12 ° 24° 120 VOLT 
5 Amazingly Efficient 

\— BRILLIANT WHITE LIGHT 
High-Lumen LEDs 


1-888-475-9697 


Mention this ad for a FREE catalog ! 
CENTRAL LIGHTING « 2092 CR 1800E * ARTHUR, IL 61911 
1-888-475-9697 ¢ 217-543-3294 ¢ Fax 217-543-3296 
Hablamos Espanol « Pregunte por L 


Solar Panels « Wind Turbines - DC Lighting 


——s | 
e 
ABS Alaskan, Inc 
Alternative Energy & Remote Power | 
2130 Van Horn, Fairbanks, AK 99701 
a 


toll free: 800-235-0689 fax: 907-451-1949 
visit us On 


Alaska Battery Anchorage, AK ph: 907-562-4949 fax: 907-563-4900 
Distribution Center Renton, WA ph: 425-251-5745 fax; 425-251-5748 


www.absAK.com 


e Non-recurring fees 
o Residential 


MICRO HYDRO SUBMERSIBLE GENERATOR 


Requires no pipeline, no head 
- just fast moving water. 


Installs in 13" water depth. 
Produces up to 2.4 kWh’s/day. 


WIREWIZ = 77 
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Advanced Energy .... 
AEE Solar 
Affordable Solar .. 
aleo solar 


Alternative Power & Machine 
Apex Solar 
Array Technologies .... 
ART TEC .... 
Astronergy.. 
Aten Solar 
Backwoods Solar .... 
Bogart Engineering .... 
Bornay 
Butler Sun Solutions 
BZ Products 
Carling Technologies... 
Central Lighting 
Centrosolar America .... 
EcoFasten Solar 
Electron Connection 
Energy Systems & Design.... 
Enphase Energy... 
ET Solar 
Fronius USA 
Fullriver Battery USA 
groSolar 

Harris Hydro... 


Authorized Fod% Battery Dealer 
www.raestoragebattery.com 


RAE 


STORAGE BATTERY 


ESTABLISHED 1945 


Renewable energy does not mean continuous 
energy. Therefore, you must have dependable, 
reliable batteries... 


Rolls, the World's Best. 
+ Unsurpassed cycling 
* Industry's largest liquid reserve 
+ 10 & 15 year average life span 
+ 7 & 10 year warranties: 
* 4000 Series ~ 7 yr warranty / $000 Series — 10 yr warranty 


Phone 860.828.6007 


Fax 860.828.4540 POB 8005 Berlin, 
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Pentair 
Goldline 
Watts 
Grundfos 


YOUR ONE STOP FOR SOLAR TRACKING DEVICES 


4.) 
a ~ Y) 
att 119A 


Solar Tracking 

- Singe ci 

- Controlled by Astronomical 
Method or Sun Eye 

Slew Drives 

- Diameter 10.15”, 14”, 18.6”, 24.45” 

Actuators 

- Up to 8,800 Ibs static load 


Low Cost - High Accuracy - Long Field Life - USA Stocks 


www.homepower.com 


770-423-7072 * www.sunflowerenergyinc.com 
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renewable energy 101 


Accounting for Zero 


You can’t achieve net zero-energy for your house 
until you know the total energy consumed. That 


means including all the fuels you use. 


There are many ways to get to net zero-energy, but they 
all require accounting for all of your loads. Since different 
energy sources use different counting units, they need 
to be converted into a useful standard. It is most 
convenient to convert to kWh, because most net zero- 
energy homes use RE-made electricity to offset their 
total energy use. 

I used to say that my family has an “all-electric” 
house, but that’s not really true. When you get 
down to brass tacks, I can count no fewer than 
five energy sources that our house uses to power 
its various appliances and functions. Our house is 
solar-, electricity- (generated primarily from coal 
and hydro where I live), and biomass-fueled (plus 
diesel and gasoline, if you include the vehicles that 
get us to and from it). 

Our water heating and pumping, refrigeration, 
cooktop and oven, refrigerator, chest freezer, and 
washer and dryer are electric. In the summer, that 
makes energy calculations fairly straightforward—all I 
have to do is look at our electric bill to know how much 
total energy we've used. But in the winter, when we fire up 
the wood heater, I have to do some additional calculations to 
account for our total energy use. 

There are some simple conversion figures that can help 
you calculate your home’s total energy use. This is especially 
important to factor in when you're sizing a PV system to 
offset your total household loads. 

Annually, our household consumes about 7,800 kWh of 
electricity—about 650 kWh monthly. But we also burn about 
3/4 of a cord of seasoned madrone hardwood during the six- 
month heating season. (Madrone makes excellent firewood; 
each cord has the energy equivalent of about 30 mBtu). 


kWh Conversions 


kWh Conversion 


Fuel Unit Factor 


Hardwood (madrone ) 


iStockphoto/ Sigal Suhler Moran 


Granted, wood is a potentially renewable resource if managed 
effectively, but besides net zero-energy, I’m interested in 
offsetting our home’s carbon emissions. Using the conversion 
table, we can convert Btu to kWh: 


30 mBtu/cord x 0.75/cord x 1 kWh/3,412 Btu = 6,594 kWh 
Adding that to our other energy usage: 
7,800 kWh + 6,594 kWh = 14,394 kWh 


According to NREL’s PVWatts, at our location in southern 
Oregon, we’d need an 11 kW grid-tied PV system to offset 
all of our household energy usage, including the heating 
load. That’s a pretty big system, and an opportunity to look 
more closely for where we can tighten our energy belts and 
conserve energy. 

—Claire Anderson 
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ONE MEAN BATTERY 


Available in 20 countries on 6 continents worldwide, 
Rolls offers the broadest product line of deep cycle, low maintenance and maintenance 
free batteries for the Renewable Energy market. From large-scale storage to small 
village electrification, our flooded or AGM storage batteries deliver the power you 
need every time. Each is backed by our industry leading warranty, solid reputation 


and 97% recyclable at end of life. Green just got a whole lot meaner. 


BATTERY ENGINEERING 


Superior Cycling | Dual-Container Construction | Widest Range of Specs 


Largest Liquid Reserves | Easiest to Install | Longest LifeSpan | Premium Warranties 


1.800.681.9914 sales@rollsbattery.com rollsbattery.com 


CENTROSOLAR Bringing the world to your roof 


Introducing CENTROLEASE” 


Soar into greater profits with zero-down solar financing 


You run a solar installation company. You understand that residential solar growth happens through third-party financing. 
You are busy installing energy systems, keeping current on utility rates, code issues, and ensuring your system runs at peak 
performance — now you need to become a banker too? Not if you partner with Centrosolar America. 


Centrosolar America proudly introduces the CentroLease™ a multi-year lease-financing programs that includes training and 
support, on-line tools, long-term monitoring, on-time delivery to installers, and the award winning product platform, the 
CentroPack®., 


Join the CentroLease™ program today and soar into greater profits. 


Please visit: www.centrosolaramerica.com to learn more. 
Contact us at: (855) OK-GO-SOLAR (855.654.6765) or info@centrolease.com 


Get to know us at Centrosolar America 


CentroLease™ 
$0-down financing 
programs 


CentroService™ 

We are real people, rea 
serious about service 

CENTROSOLAR Group AG is one of the leading publicly traded solar companies in Europe, with revenues of EUR 403mn ($540mn) in 

2010 and over 1000 employees in 21 locations. Centrosolar America has full-scale distribution facilities in Arizona, California and New 

Jersey and serves a national value-added integrator network for the residential and commercial channel. 


CentroClub™ 
Channel programs that 
grow your business 


CentroPack® 
German-engineered 
product solutions 


